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1.1 Introduction 


Energy is defined as the capacity of a body to do mechanical work. Intelligent harnessing and control of 
energy determines essentially the productivity and, subsequently, the lifestyle advancement of society. 

Energy is stored in nature in quite a few forms, such as fossil fuels (coal, petroleum, and natural gas), 
solar radiation, and in tidal, geothermal, and nuclear forms. 

Energy is not stored in nature in electrical form. However, electric energy is easy to transmit at long 
distances and complies with customer’s needs through adequate control. More than 30% of energy is 
converted into electrical energy before usage, most of it through electric generators that convert mechan- 
ical energy into electric energy. Work and energy have identical units. The fundamental of energy unity 
is a joule, which represents the work of a force of a Newton in moving a body through a distance of 1 m 
along the direction of force (1 J = 1 N X 1 m). Electric power is the electric energy rate; its fundamental 
unit is a watt (1 W = 1 J/sec). More commonly, electric energy is measured in kilowatthours (kWh): 


1 kWh=3.6x10°J (1.1) 
Thermal energy is usually measured in calories. By definition, 1 cal is the amount of heat required to 
raise the temperature of 1 g of water from 15 to 16°C. The kilocalorie is even more common (1 kcal = 


10° cal). 
As energy is a unified concept, as expected, the joule and calorie are directly proportional: 


1 cal= 4.186 J (1.2) 


A larger unit for thermal energy is the British thermal unit (Btu): 


1 BTU =1,055 J = 252 cal (1.3) 
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FIGURE 1.1 Typical annual world energy requirements. 


A still larger unit is the quad (quadrillion Btu): 


1 quad =10" BTU =1.055x10"J (1.4) 


In the year 2000, the world used about 16 x 10’ kWh of energy, an amount above most projections 
(Figure 1.1). An annual growth of 3.3 to 4.3% was typical for world energy consumption in the 1990 to 
2000 period. A slightly lower rate is forecasted for the next 30 years. 

Besides annual energy usage (and growth rate), with more than 30 to 40% of total energy being 
converted into electrical energy, it is equally important to evaluate and predict the electric power peaks 
for each country (region), as they determine the electric generation reserves. The peak electric power in 
the United States over several years is shown in Figure 1.2. Peak power demands tend to be more dynamic 
than energy needs; thus, electric energy planning becomes an even more difficult task. 

Implicitly, the transients and stability in the electric energy (power) systems of the future tend to be 
more severe. 

To meet these demands, we need to look at the main energy sources: their availability, energy density, 
the efficiency of the energy conversion to thermal to mechanical to electrical energy, and their secondary 
ecological effects (limitations). 


1.2 Major Energy Sources 


With the current annual growth in energy consumption, the fossil fuel supplies of the world will be 
depleted in, at best, a few hundred years, unless we switch to other sources of energy or use energy 
conservation to tame energy consumption without compromising quality of life. 

The estimated world reserves of fossil fuel [1] and their energy density are shown in Table 1.1. With 
a doubling time of energy consumption of 14 years, if only coal would be used, the whole coal reserve 
would be depleted in about 125 years. Even if the reserves of fossil fuels were large, their predominant 
or exclusive usage is not feasible due to environmental, economical, and even political reasons. 

Alternative energy sources are to be used increasingly, with fossil fuels used slightly less, gradually, and 
more efficiently than today. 

The relative cost of electric energy in 1991 from different sources is shown in Table 1.2. 

Wind energy conversion is becoming cost-competitive, while it is widespread and has limited envi- 
ronmental impact. Unfortunately, its output is not steady, and thus, very few energy consumers rely solely 
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FIGURE 1.2 Peak electric power demand in the United States and its exponential predictions. 


TABLE 1.1 Estimated Fossil Fuel Reserves 


Energy Density in Watthours 


Fuel Estimated Reserves (Wh) 
Coal 7.6 X10!" metric tons 937 per ton 
Petroleum 2 x 10! barrels 168 per barrel 
Natural gas —-10!° ft? 0.036 per ft? 


TABLE 1.2 Cost of Electric Energy 


Energy Source Cents/kWh 


Gas (in high-efficiency combined 3.4-4.2 
cycle gas turbines) 


Coal 5.2-6 
Nuclear 7.4-6.7 
Wind 4.3-7.7 


on wind to meet their electric energy demands. As, in general, the electric power plants are connected 
in local or regional power grids with regulated voltage and frequency, connecting large wind generator 
parks to them may produce severe transients that have to be taken care of by sophisticated control systems 
with energy storage elements, in most cases. 

By the year 2005, more than 20,000 megawatts (MW) of wind power generators will be in place, with 
much of it in the United States. The total wind power resources of the planet are estimated at 15,000 
terra watthours (TWh), so much more work in this area is to be expected in the near future. 

Another indirect means of using solar energy, besides wind energy, is to harness energy from the 
stream-flow part of the hydrological natural cycle. The potential energy of water is transformed into 
kinetic energy by a hydraulic turbine that drives an electric generator. The total hydropower capacity of 
the world is about 3 x 10’ W. Only less than 9% of it is used today, because many regions with the 
greatest potential have economic problems. 
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Despite initial high costs, the costs of generating energy from water are low, resources are renewable, 
and there is limited ecological impact. Therefore, hydropower is up for a new surge. 

Tidal energy is obtained by filling a bay, closed by a dam, during periods of high tides and emptying 
it during low-tide time intervals. The hydraulic turbine to be used in tidal power generation should be 
reversible so that tidal power is available twice during each tidal period of 12 h and 25 min. 

Though the total tidal power is evaluated at 64 x 10! W, its occurrence in short intervals requires large 
rating turbine-generator systems which are still expensive. The energy burst cannot be easily matched 
with demand unless large storage systems are built. These demerits make many of us still believe that 
the role of tidal energy in world demand will be very limited, at least in the near future. However, 
exploiting submarine currents energy in windlike low-speed turbines may be feasible. 

Geothermal power is obtained by extracting the heat inside the earth. With a 25% conversion ratio, 
the useful geothermal electric power is estimated to 2.63 x 10!° MWh. 

Fission and fusion are two forms of nuclear energy conversion that produce heat. Heat is converted 
to mechanical power in steam turbines that drive electric generators to produce electrical energy. 

Only fission-splitting nuclei of a heavy element such as uranium 235 are used commercially to produce 
a good percentage of electric power, mostly in developed countries. As uranium 235 is in scarce supply, 
uranium 238 is converted into fissionable plutonium by absorbing neutrons. One gram of uranium 238 
will produce about 8 x 10° J of heat. The cost of nuclear energy is still slightly higher than that of coal 
or gas (Table 1.2). The environmental problems with disposal of expended nuclear fuel by-products or 
with potential reactor explosions make nuclear energy tough for the public to accept. 

Fusion power combinations of light nuclei, such as deuterium and tritium, at high temperatures and 
pressures, are scientifically feasible but not yet technically proven for efficient energy conversion. 

Solar radiation may be used either through heat solar collectors or through direct conversion to 
electricity in photovoltaic cells. From an average of 1 kW/m? of solar radiation, less than 180 W/m? could 
be converted to electricity with current solar cells. Small energy density and nonuniform availability 
(mainly during sunny days) lead to a higher cents/kWh rate than that of other sources. 


1.3 Electric Power Generation Limitations 


Factors limiting electric energy conversion are related to the availability of various fuels, technical 
constraints, and ecological, social, and economical issues. 

Ecological limitations include those due to excess low-temperature heat and carbon dioxide (solid 
particles) and oxides of sulfur nitrogen emissions from fuel burning. 

Low-temperature heat exhaust is typical in any thermal energy conversion. When too large, this heat 
increases the earth’s surface temperature and, together with the emission of carbon dioxide and certain 
solid particles, has intricate effects on the climate. Global warming and climate changes appear to be 
caused by burning too much fossil fuel. Since the Three Mile Island and Chernobyl incidents, safe nuclear 
electric energy production has become not only a technical issue, but also an ever-increasing social (public 
acceptance) problem. 

Even hydro- and wind-energy conversion pose some environmental problems, though much smaller 
than those from fossil or nuclear fuel-energy conversion. We refer to changes in flora and fauna due to 
hydro—dams intrusion in the natural habitat. Big windmill farms tend to influence the fauna and are 
sometimes considered “ugly” to the human eye. 

Consequently, in forecasting the growth of electric energy consumption on Earth, we must consider 
all of these complex limiting factors. 

Shifting to more renewable energy sources (wind, hydro, tidal, solar, etc.), while using combined 
heat-electricity production from fossil fuels to increase the energy conversion factor, together with 
intelligent energy conservation, albeit complicated, may be the only way to increase material prosperity 
and remain in harmony with the environment. 
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FIGURE 1.3. The most important ways to produce electric energy: (a) fossil fuel thermoelectric energy conversion, 
(b) diesel-engine electric generator, (c) IC engine electric generator, (d) hydro turbine electric generator, and (e) 


wind turbine electric generator. 


1.4 Electric Power Generation 


Electric energy (power) is produced by coupling a prime mover that converts the mechanical energy 
(called a turbine) to an electrical generator, which then converts the mechanical energy into electrical 
energy (Figure 1.3a through Figure 1.3e). An intermediate form of energy is used for storage in the 
electrical generator. This is the so-called magnetic energy, stored mainly between the stator (primary) 
and rotor (secondary). The main types of “turbines” or prime movers are as follows: 
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* Steam turbines 

* Gas turbines 

+ Hydraulic turbines 

* Wind turbines 

* Diesel engines 

+ Internal combustion (IC) engines 


The self-explanatory Figure 1.3 illustrates the most used technologies to produce electric energy. They 
all use a prime mover that outputs mechanical energy. There are also direct electric energy production 
methods that avoid the mechanical energy stage, such as photovoltaic, thermoelectric, and electrochem- 
ical (fuel cells) technologies. As they do not use electric generators, and still represent only a tiny part 
of all electric energy produced on Earth, discussion of these methods falls beyond the scope of this book. 

The steam (or gas) turbines in various configurations make use of practically all fossil fuels, from coal 
to natural gas and oil and nuclear fuel to geothermal energy inside the earth. 

Usually, their efficiency reaches 40%, but in a combined cycle (producing heat and mechanical 
power), their efficiency recently reached 55 to 60%. Powers per unit go as high 100 MW and more at 
3000 (3600 rpm) but, for lower powers, in the MW range, higher speeds are feasible to reduce weight 
(volume) per power. 

Recently, low-power high-speed gas turbines (with combined cycles) in the range of 100 kW at 70,000 
to 80,000 rpm became available. Electric generators to match this variety of powers and speeds were also 
recently produced. Such electric generators are also used as starting motors for jet engines. 

High speed, low volume and weight, and reliability are key issues for electric generators on board 
aircraft. Power ranges are from hundreds of kilowatts to 1 MW in large aircraft. On ships or trains, 
electric generators are required either to power the electric propulsion motors or for multiple auxiliary 
needs. Diesel engines (Figure 1.3b) drive the electric generators on board ships and trains. 

In vehicles, electric energy is used for various tasks for powers up to a few tens of kilowatts, in general. 
The internal combustion (or diesel) engine drives an electric generator (alternator) directly or through 
a belt transmission (Figure 1.3c). The ever-increasing need for more electric power in vehicles to perform 
various tasks — from lighting to engine start-up and from door openers to music devices and windshield 
wipers and cooling blowers — poses new challenges for creators of electric generators of the future. 

Hydraulic potential energy is converted to mechanical potential energy in hydraulic energy turbines. 
They, in turn, drive electric generators to produce electric energy. In general, the speed of hydraulic 
turbines is rather low — below 500 rpm, but in many cases, below 100 rpm. 

The speed depends on the water head and flow rate. High water head leads to higher speed, while 
high flow rate leads to lower speeds. Hydraulic turbines for low, medium, and high water heads were 
perfected in a few favored embodiments (Kaplan, Pelton, Francis, bulb type, Strafflo, etc.). 

With a few exceptions — in Africa, Asia, Russia, China, and South America — many large power/unit 
water energy reservoirs were provided with hydroelectric power plants with large power potentials (in 
the hundreds and thousands of megawatts). Still, by 1990, only 15% of the world’s 624,000 MW reserves 
were put to work. However, many smaller water energy reservoirs remain untapped. They need small 


St Step-down trafos 
Power plant 1 EP MP to low voltage 
trafo 
Transmission Step-down > 
powerline | trafo to |Distribution 
Loads 
medium | power line [I = 
slag + 
Step-up 
Power plant 2 
trafo 


FIGURE 1.4 Single transmission in a multiple power plant — standard power grid. 
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TABLE 1.3 World Hydro Potential by 
Region (in TWh) 


Gross Economic Feasible 


Europe 5,584 2,070 1,655 
Asia 13,399 3,830 3,065 
Africa 3,634 2,500 2,000 
America 11,022 4,500 3,600 
Oceania 592 200 160 


Total 34,231 13,100 10,480 


TABLE 1.4 Proportion of Hydro 


Already Developed 

Africa 6% 
South and Central America 18% 
Asia 18% 
Oceania 22% 
North America 55% 


Europe 65% 


Source: Adapted from World Energy 
Council. 


hydrogenerators with power below 5 MW at speeds of a few hundred revolutions per minute. In many 
locations, tens of kilowatt microhydrogenerators are more appropriate [2-5]. 

The time for small and microhydroenergy plants has finally come, especially in Europe and North 
America, where there are less remaining reserves. Table 1.3 and Table 1.4 show the world use of hydro 
energy in tWh in 1997 [6,7]. 

The World Energy Council estimated that by 1990, of a total electric energy demand of 12,000 TWh, 
about 18.5% was contributed by hydro. By 2020, the world electric energy demand is estimated to be 
23,000 TWh. From this, if only 50% of all economically feasible hydroresources were put to work, in 
2020, hydro would contribute 28% of total electric energy demands. 

These numbers indicate that a new era of dynamic hydroelectric power development is to come soon, 
if the world population desires more energy (prosperity for more people) with a small impact on the 
environment (constant or less greenhouse emission effects). 

Wind energy reserves, though discontinuous and unevenly distributed, mostly around shores, are 
estimated at four times the electric energy needs of today. 

To its uneven distribution, its discontinuity, and some surmountable public concerns about fauna and 
human habitats, we have to add the technical sophistication and costs required to control, store, and 
distribute wind electric energy. These are the obstacles to the widespread use of wind energy, from its 
current tiny 20,000 MW installation in the world. For comparison, more than 100,000 MW of hydropower 
reserves are tapped today in the world. But ambitious plans are in the works, with the European Union 
planning to install 10,000 MW between 2000 and 2010. 

The power per unit for hydropower increased to 4 MW and, for wind turbines, it increased up to 5 
MW. More are being designed, but as the power per unit increases, the speed decreases to 10 to 24 rpm 
or less. This poses an extraordinary problem: either use a special transmission and a high-speed generator 
or build a direct-driven low-speed generator. Both solutions have merits and demerits. 

The lowest speeds in hydrogenerators are, in general, above 50 rpm, but at much higher powers and, 
thus, much higher rotor diameters, which still lead to good performance. 

Preserving high performance at 1 to 5 MW and less at speeds below 30 rpm in an electric generator 
poses serious challenges, but better materials, high-energy permanent magnets, and ingenious designs 
are likely to facilitate solving these problems. 
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FIGURE 1.5 (a) Standard value chain power grid and (b) unbundled value chain. 
It is planned that wind energy will produce more than 10% of electric energy by 2020. This means 


that wind energy technologies and businesses are apparently entering a revival — this time with sophis- 
ticated control and flexibility provided by high-performance power electronics. 


1.5 From Electric Generators to Electric Loads 


Electric generators traditionally operate in large power grids — with many of them in parallel to provide 
voltage and frequency stability to changing load demands — or they stand alone. 

The conventional large power grid supplies most electric energy needs and consists of electric power 
plants, transmission lines, and distribution systems (Figure 1.4). 

Multiple power plants, many transmission power lines, and complicated distribution lines constitute 
a real regional or national power grid. Such large power grids with a pyramidal structure — generation 
to transmission to distribution and billing — are now in place, and to connect a generator to such a 
system implies complying with strict rules. The rules and standards are necessary to provide quality 
power in terms of continuity, voltage and frequency constancy, phase symmetry, faults treatment, and 
so forth. The thoughts of the bigger the unit, the more stable the power supply seem to be the driving 
force behind building such huge “machine systems.” The bigger the power or unit, the higher the energy 
efficiency, was for decades the rule that led to steam generators of up to 1500 MW and hydrogenerators 
up to 760 MW. 

However, investments in new power plants, redundant transmission power lines, and distribution 
systems, did not always keep up with ever-increasing energy demands. This is how blackouts developed. 
Aside from extreme load demands or faults, the stability of power grids is limited mainly by the fact that 
existing synchronous electric generators work only at synchronism, that is, at a speed n, rigidly related 
to frequency f, of voltage f, = n, X p,. Standard power grids are served exclusively by synchronous 
generators and have a pyramidal structure (Figure 1.5a and Figure 1.5b) called utility. Utilities still run, 
in most places, the entire process from generation to retail settlement. 

Today, the electricity market is deregulating at various paces in different parts of the world, though 
the process must be considered still in its infancy. 

The new unbundled value chain (Figure 1.5b) breaks out the functions into the basic types: electric 
power plants; energy network owners and operators; energy traders, breakers, and exchanges; and energy 
service providers and retailers [8,9]. The hope is to stimulate competition for energy cost reduction while 
also improving the quality of power delivered to end users, by developing and utilizing sustainable 
technologies that are more environmentally friendly. Increasing the number of players requires clear rules 
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FIGURE 1.7 AC-DC-AC power cable transmission system. 


of the game to be set. Also, the transient stresses on such a power grid, with many energy suppliers 
entering, exiting, or varying their input, are likely to be more severe. To counteract such a difficulty, 
more flexible power transmission lines were proposed and introduced in a few locations (mostly in the 
United States) under the logo “FACTS” (flexible alternating current [AC] transmission systems) [10]. 

FACTS introduces controlled reactive power capacitors in the power transmission lines in parallel for 
higher voltage stability (short-term voltage support), and in series for larger flow management in the 
long term (Figure 1.6). Power electronics at high power and voltage levels is the key technology to FACTS. 
FACTS also includes the AC-DC-AC power transmission lines to foster stability and reduce losses in 
energy transport over large distances (Figure 1.7). 

The direct current (DC) high-voltage large power bus allows for parallel connection of energy providers 
with only voltage control; thus, the power grid becomes more flexible. However, this flexibility occurs at 
the price of full-power high-voltage converters that take advantage of the selective catalytic reduction 
(SCR) technologies. 

Still, most electric generators are synchronous machines that need tight (rigid) speed control to provide 
constant frequency output voltage. To connect such generators in parallel, the speed controllers (gover- 
nors) have to allow for a speed drop in order to produce balanced output of all generators. Of course, 
frequency also varies with load, but this variation is limited to less than 0.5 Hz. 
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FIGURE 1.8 Variable-speed constant voltage and frequency generator. 


Variable-speed constant voltage and frequency generators with decoupled active and reactive power 
control would make the power grids naturally more stable and more flexible. 

The doubly fed induction generator (DFIG) with three-phase pulse-width modulator (PWM) bidi- 
rectional converter in the three-phase rotor circuit supplied through brushes and slip rings does just that 
(Figure 1.8). DFIG works as a synchronous machine. Fed in the rotor in AC at variable frequency fj, and 
operating at speed n, it delivers power at the stator frequency f;: 


fi=nptf (1.5) 


where 2p, is the number of poles of stator and rotor windings. 

The frequency f, is considered positive when the phase sequence in the rotor is the same as that in 
the stator and negative otherwise. In the conventional synchronous generator, f, = 0 (DC). DFIG is 
capable of working at f, = 0 and at f, <> 0. With a bidirectional power converter, DFIG may work both 
as motor and generator with f, negative and positive — that is, at speeds lower and larger than that of 
the standard synchronous machine. Starting is initiated from the rotor, with the stator temporarily short- 
circuited, then opened. Then, the machine is synchronized and operated as a motor or a generator. The 
“synchronization” is feasible at all speeds within the design range (420%, in general). So, not only the 
generating mode but also the pumping mode are available, in addition to flexibility in fast active and 
reactive power control. 

Pump storage is used to store energy during off-peak hours and is then used for generation during 
peak hours at a total efficiency around 70% in large head hydropower plants. 

DFIG units up to 400 MW with about +5% speed variation were put to work in Japan, and more 
recently (in 300 MW units) in Germany. The converter rating is about equal to the speed variation range, 
which noticeably limits the costs. Pump storage plants with conventional synchronous machines working 
as motors have been in place for a few decades. DFIG, however, provides the optimum speed for pumping, 
which, for most hydroturbines, is different than that for generating. 

While fossil-fuel DFIGs may be very good for power grids because of stability improvements, they are 
definitely the solution when pump storage is used and for wind generators above 1 MW per unit. 

Will DFIG gradually replace the omnipresent synchronous generators in bulk electric energy conver- 
sion? Most likely, yes, because the technology is currently in use up to 400 MW/unit. 

At the distribution (local) stage (Figure 1.5b), a new structure is gaining ground: the distributed power 
system (DPS). This refers to low-power energy providers that can meet or supplement some local power 
needs. DPS is expected to either work alone or be connected at the distribution stage to existing systems. 
It is to be based on renewable resources, such as wind, hydro, and biomass, or may integrate gas turbine 
generators or diesel engine generators, solar panels, or fuel cells. Powers in the orders of 1 to 2 MW, 
possibly up to 5 MW, per unit energy conversion are contemplated. 
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DP%Ss are to be provided with all means of control, stability, and power quality, that are so typical to 
conventional power grids. But, there is one big difference: they will make full use of power electronics 
to provide fast and robust active and reactive power control. 

Here, besides synchronous generators with electromagnetic excitation, permanent magnet (PM) syn- 
chronous as well as cage-rotor induction generators and DFIGs, all with power electronics control for 
variable speed operation, are already in place in quite a few applications. But, their widespread usage is 
only about to take place. 

Stand-alone electric power generation directly ties the electric energy generator to the load. Stand- 
alone systems may have one generator only (such as on board trains and standby power groups for 
automobiles) or may have two to four such generators, such as on board large aircraft or vessels. Stand- 
alone gas-turbine residential generators are also investigated for decentralized electricity production. 

Stand-alone generators and their control are tightly related to application, from design to the embod- 
iment of control and protection. Vehicular generators have to be lightweight and efficient, in this order. 
Standby (backup) power groups for hospitals, banks, telecommunications, and so forth, have to be quickly 
available, reliable, efficient, and environmentally friendly. 

Backup power generators are becoming a must in public buildings, as all now use clusters of computers. 
Uninterruptible power supplies (UPSs) that are battery or fuel cell based, all with power electronics 
controls, are also used at lower powers. They do not include electric generators and, therefore, fall beyond 
the scope of our discussion. 

Electric generators or motors are also used for mechanical energy storage, “inertial batteries” (Figure 
1.9) in vacuum, with magnetic suspension to enable the storage of energy for minutes to hours. Speeds 
up to 1 km/sec (peripheral speed with composite material flywheels) at costs of $400 to $800 per kilowatt 
($50 to $100 per kilowatt for lead acid batteries) for an operation life of over 20 years (3 to 5 years for 
lead acid batteries) [11] are feasible today. 

PM synchronous generators or motors are ideal for uses at rotational speeds preferably around 40 
krpm, for the 3 to 300 kW range and less for the megawatt range. 
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FIGURE 1.9 Typical flywheel battery. 
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Satellites, power quality (for active power control through energy storage), hybrid buses, trains (to 
store energy during braking), and electromagnetic launchers, are typical applications for storage generator 
and motor systems. The motoring mode is used to reaccelerate the flywheel (or charge the inertial battery) 
via power electronics. 

Energy storage up to 500 MJ (per unit) is considered practical for applications that (at 50 Wh/kg 
density or more) need energy delivered in seconds or minutes at a time, for the duration of a power 
outage. As most (80%) power line disturbances last for less than 5 sec, flywheel batteries can fill up this 
time with energy as a standby power source. Though very promising, electrochemical and superconduct- 
ing coil energy storage fall beyond the scope or our discussion here. 


1.6 Summary 


The above introductory study leads to the following conclusions: 


+ Electric energy demand is on the rise (at a rate of 2 to 3% per annum), but so are the environmental 
and social constraints on the electric energy technologies. 

* Renewable resource input is on the rise — especially wind and hydro, at powers of up to a few 
megawatts per unit. 

* Single-value power grids will change to bundled valued chains as electric energy opens to markets. 

* Electric generators should work at variable speeds, but provide constant voltage and frequency 
output via power electronics with full or partial power ratings, in order to tap more energy from 
renewable resources and provide faster and safer reactive power control. 

+ The standard synchronous generator, working at constant speed for constant frequency output, 
is challenged by the doubly fed induction generator at high to medium power (from hundreds of 
megawatts to 1 to 2 MW) and by the PM synchronous generator and the induction generator 
with full power bidirectional power electronics in the stator up to 1 MW. 

+ Most variable-speed generators with bidirectional power electronics control will also allow motor- 
ing (or starting) operation in both conventional or distributed power grids and in stand-alone 
(or vehicular) applications. 

* Home and industrial combined heat and electricity generation by burning gas in high-speed gas 
turbines requires special electric generators with adequate power electronics digital control. 

+ In view of such a wide power and unit and applications range, a classification of electric generators 
seems to be in order. This is the subject of Chapter 2. 
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The extremely large power/unit span, from milliwatts to hundreds of megawatts (MW) and more, and 
the wide diversity of applications, from electric power plants to car alternators, should have led to 
numerous electric generator configurations and controls. And, so it did. To bring order to our presen- 
tation, we need some classifications. 


2.1 The Three Types of Electric Generators 


Electric generators may be classified many ways, but the following are deemed as fully representative: 


* By principle 

* By application domain 
The application domain implies the power level. The classifications by principle unfolded here include 
commercial (widely used) types together with new configurations, still in the laboratory (although 


advanced) stages. 
By principle, there are three main types of electric generators: 


+ Synchronous (Figure 2.1) 
* Induction (Figure 2.2) 
+ Parametric, with magnetic anisotropy and permanent magnets (Figure 2.3) 


Parametric generators have in most configurations doubly salient magnetic circuit structures, so they 
may be called also doubly salient electric generators. 


2-1 
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Synchronous generators 


With heteropolar excitation ‘With homopolar excitation 


| ! ! 


Electrical | With PMs 


bd 
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excited rotor 


Claw pole electrical With variable reluctance rotor 
excited rotor | 
Nonsalient| | |Salient pole Variable Variable reluctance rotor with 


pole rotor rotor reluctance rotor PMs and electrical excitation 


Superconducting Variable reluctance 
rotor rotor with PM assistance 


FIGURE 2.1 Synchronous generators. 


Induction generators 


With cage rotor With wound rotor (doubly fed) 
induction generator WRIG 


With single stator With dual (main 2p, and 
winding auxiliary 2p.) stator winding 


FIGURE 2.2 Induction generators. 


Parametric generators 


Switched reluctance Transverse flux Flux reversal PM 
generators (SRG) generators (TFG) generators (FRG) 
Linear PM generators 


Without PMs With rotor PMs With dual stator | | 


With stator PMs| | With single stator ‘With PMs on stator] |With PMs on mover 


FIGURE 2.3 Parametric generators. 
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Synchronous generators [1—4] generally have a stator magnetic circuit made of laminations provided 
with uniform slots that house a three-phase (sometimes a single or a two-phase) winding and a rotor. 
It is the rotor design that leads to a cluster of synchronous generator configurations as seen in Figure 2.1. 

They are all characterized by the rigid relationship between speed n, frequency f,, and the number of 


poles 2p,: 
= 2.1 
n=JS/ 2.1) 


Those that are direct current (DC) excited require a power electronics excitation control, while those 
with permanent magnets (PMs) or variable reluctance rotors have to use full-power electronics in the 
stator to operate at adjustable speeds. Finally, even electrically excited, synchronous generators may be 
provided with full-power electronics in the stator when they work alone or in power grids with DC high- 
voltage cable transmission lines. 

Each of these configurations will be presented, in terms of its principles, later in this chapter. 

For powers in the MW/unit range and less, induction generators (IGs) were also introduced. They are 
as follows (Figure 2.2): 


+ With cage rotor and single stator-winding 
* With cage rotor and dual (main and additional) stator-winding with different number of poles 
+ With wound rotor 


Pulse-width modulator (PWM) converters are connected to the stator (for the single stator-winding 
and, respectively, to the auxiliary stator-winding in the case of dual stator-winding). 
The principle of the IG with single stator-winding relies on the following equation: 


fi=pint fr (2.2) 


where 
f, > 0 = stator frequency 
f,<>0 = slip (rotor) frequency 
n = rotor speed (rps) 


The term f, may be either positive or negative in Equation 2.2, even zero, provided the PWM converter 
in the wound rotor is capable of supporting a bidirectional power flow for speeds n above f,/p, and 
below f,/p,. 

Notice that for f, = 0 (DC rotor excitation), the synchronous generator operation mode is reobtained 
with the doubly fed IG. 

The slip S definition is as follows: 


puto (2.3) 


The slip is zero, as f; = 0 (DC) for the synchronous generator mode. 
For the dual stator-winding, the frequency—speed relationship is applied twice: 


f=pintfspr> pi 
f= pant fr 


(2.4) 


So, the rotor bars experience, in principle, currents of two distinct (rather low) frequencies f, and f,’. In 
general, p, > p, to cover lower speeds. 
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The PWM converter feeds the auxiliary winding. Consequently, its rating is notably lower than that 
of the full power of the main winding, and it is proportional to the speed variation range. 

As it may also work in the pure synchronous mode, the doubly fed IG may be used up to the highest 
levels of power for synchronous generators (400 MW units have been in use for some years in Japan) 
and a 2 x 300 MW pump storage plant is now commissioned in Germany. 

On the contrary, the cage-rotor IG is more suitable for powers in the MW and lower power range. 

Parametric generators rely on the variable reluctance principle, but may also use PMs to enhance the 
power and volume and to reduce generator losses. 

There are quite a few configurations that suit this category, such as the switched reluctance generator 
(SRG), the transverse flux PM generator (TFG), and the flux reversal generator (FRG). In general, the 
principle on which they are based relies on coenergy variation due to magnetic anisotropy (with or 
without PMs on the rotor or on the stator), in the absence of a pure traveling field with constant speed 
(f,/p), so characteristic for synchronous and IGs (machines). 


2.2 Synchronous Generators 


Synchronous generators (classifications are presented in Figure 2.1) are characterized by an uniformly 
slotted stator laminated core that hosts a three-, two-, or one-phase alternating current (AC) winding 
and a DC current excited, or PM-excited or variable saliency, rotor [1-5]. 

As only two traveling fields — of the stator and rotor — at relative standstill interact to produce a 
rippleless torque, the speed n is rigidly tied to stator frequency f,, because the rotor-produced magnetic 
field is DC, typically heteropolar in synchronous generators. 

They are built with nonsalient pole, distributed-excitation rotors (Figure 2.4) for 2p, = 2,4 (that is, 
high speed or turbogenerators) or with salient-pole concentrated-excitation rotors (Figure 2.5) for 2p, 
> 4 (in general, for low-speed or hydrogenerators). 

As power increases, the rotor peripheral speed also increases. In large turbogenerators, it may reach 
more than 150 m/sec (in a 200 MVA machine D, = 1.2 m diameter rotor at n = 3600 rpm, 2p, = 2, U= 
mD,n = ™ X 1.2 X 3600/60 > 216 m/sec). The DC excitation placement in slots, with DC coil end 
connections protected against centrifugal forces by rings of highly resilient resin materials, thus becomes 
necessary. Also, the DC rotor current airgap field distribution is closer to a sinusoid. Consequently, the 


Stator open uniform 
slotting with 3 phase ' 
winding (in general) 


otor DC excitation coils 


Slot wedge 
(nonmagnetic or 
magnetic) 
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FIGURE 2.4 Synchronous generator with nonsalient pole heteropolar DC distributed excitation. 
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2p, = 8 poles 
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DC coil for excitation 
Shaft 


Rotor 
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FIGURE 2.5 Synchronous generator with salient pole heteropolar DC concentrated excitation. 


harmonics content of the stator-motion-induced voltage (electromagnetic force or no load voltage) is 
smaller, thus complying with the strict rules (standards) of large commercial power grids. 

The rotor body is made of solid iron for better mechanical rigidity and heat transmission. 

The stator slots in large synchronous generators are open (Figure 2.4 and Figure 2.5), and they are 
provided, sometimes, with magnetic wedges to further reduce the field space harmonics and thus reduce 
the electromagnetic force harmonics content and additional losses in the rotor damper cage. When n = 
f,/p, and for steady state (sinusoidal symmetric stator currents of constant amplitude), the rotor damper 
cage currents are zero. However, should any load or mechanical transient occur, eddy currents show up 
in the damper cage to attenuate the rotor oscillations when the stator is connected to a constant frequency 
and voltage (high-power) grid. 

The rationale neglects the stator magnetomotive force space harmonics due to the placement of 
windings in slots and due to slot openings. These space harmonics induce voltages and thus produce 
eddy currents in the rotor damper cage, even during steady state. 

Also, even during steady state, if the stator phase currents are not symmetric, their inverse components 
produce currents of 2f, frequency in the damper cage. Consequently, to limit the rotor temperature, the 
degree of current (load) unbalance permitted is limited by standards. Nonsalient pole DC excited rotor 
synchronous generators are manufactured for 2p, = 2, 4 poles high-speed turbogenerators that are driven 
by gas or steam turbines. 

For lower-speed synchronous generators with a large number of poles (2p, > 4), the rotors are made 
of salient rotor poles provided with concentrated DC excitation coils. The peripheral speeds are lower 
than those for turbogenerators, even for high-power hydrogenerators (for 200 MW 14 m rotor diameter 
at 75 rpm, and 2p, = 80, f, = 50 Hz, the peripheral speed U = = x D,X n= 1 X 14 X 75/60 > 50 m/sec). 
About 80 m/sec is the limit, in general, for salient pole rotors. Still, the excitation coils have to be protected 
against centrifugal forces. 

The rotor pole shoes may be made of laminations, in order to reduce additional rotor losses, but the 
rotor pole bodies and core are made of mild magnetic solid steel. 

With a large number of poles, the stator windings are built for a smaller number of slot/pole couplings: 
between 6 and 12, in many cases. The number of slots per pole and phase, q, is thus between two and 
four. The smaller the value of q, the larger the space harmonics present in the electromagnetic force. A 
fractionary q might be preferred, say 2.5, which also avoids the subharmonics and leads to a cleaner 
(more sinusoidal) electromagnetic force, to comply with the current standards. 

The rotor pole shoes are provided with slots that house copper bars short-circuited by copper rings 
to form a rather complete squirrel cage. A stronger damper cage was thus obtained. 
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Copper 


slip-rings Insulation Rotor coils 


Power 
electronics 
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rectifier 


FIGURE 2.6 Slip-ring-brush power electronics rectifier DC excitation system. 


DC excitation power on the rotor is transmitted by either: 


* Copper slip-rings and brushes (Figure 2.6) 
* Brushless excitation systems (Figure 2.7) 


The controlled rectifier, with power around 3% of generator rated power, and with a sizable voltage 
reserve to force the current into the rotor quickly, controls the DC excitation currents according to the 
needs of generator voltage and frequency stability. 

Alternatively, an inverted synchronous generator (with its three-phase AC windings and diode rectifier 
placed on the rotor and the DC excitation in the stator) may play the role of a brushless exciter (Figure 
2.7). The field current of the exciter is controlled through a low-power half-controlled rectifier. Unfor- 
tunately, the electrical time constant of the exciter generator notably slows the response in the main 
synchronous generator excitation current control. Still another brushless exciter could be built around 
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Synchronous generator 


flying diode rectifier 


FIGURE 2.7 Brushless exciter with “flying diode” rectifier for synchronous generators. 
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FIGURE 2.8 Rotating transformer with inverter in the rotor as brushless exciter. 


a single-phase (or three-phase) rotating transformer working at a frequency above 300 Hz to cut its 
volume considerably (Figure 2.8). An inverter is required to feed the transformer, primarily at variable 
voltage but constant frequency. The response time in the generator’s excitation current control is short, 
and the size of the rotating transformer is rather small. Also, the response in the excitation control does 
not depend on speed and may be used from a standstill. 

Claw-pole (Lundell) synchronous generators are now built mainly for use as car alternators. The 
excitation winding power is reduced considerably for the multiple rotor construction (2p, = 10, 12, 14) 
to reduce external diameter and machine volume. 

The claw-pole solid cast iron structure (Figure 2.9) is less costly to manufacture, while the single ring- 
shape excitation coil produces a multipolar airgap field (though with a three-dimensional field path) 
with reduced copper volume and DC power losses. 

The stator holds a simplified three-phase single-layer winding with three slots per pole, in general. 
Though slip-rings and brushes are used, the power transmitted through them is small (in the order of 
60 to 200 W for car and truck alternators); thus, low-power electronics are used to control the output. 
The total cost of the claw-pole generator for automobiles, including field current control and the diode 
full-power rectifier, is low, and so is the specific volume. 

However the total efficiency, including the diode rectifier and excitation losses, is low at 14 V DC 
output: below 55%. To blame are the diode losses (at 14 V DC), the mechanical losses, and the eddy 
currents induced in the claw poles by the space and time harmonics of the stator currents magnetomotive 
force. Increasing the voltage to 42 V DC would reduce the diode losses in relative terms, while the building 
of the claw poles from composite magnetic materials would notably reduce the claw-pole eddy current 
losses. A notably higher efficiency would result, even if the excitation power might slightly increase, due 
to the lower permeability (500 [1)) of today’s best composite magnetic materials. Also, higher power levels 
might be obtained. 

The concept of a claw-pole alternator may be extended to the MW range, provided the number of 
poles is increased (at 50/60 Hz or more) in variable speed wind and microhydrogenerators with DC- 
controlled output voltage of a local DC bus. 


© 2006 by Taylor & Francis Group, LLC 


2-8 Synchronous Generators 


Laminated 

stator structure 
with slots & 3 phase 
winding 


Claw pole 
structure 
on rotor 


Cast iron 
rotor claw 
pole structure 


Ring shape 
excitation coil 


Shaft 


FIGURE 2.9 The claw-pole synchronous generator. 
Though the claw-pole synchronous generator could be built with the excitation on the stator, to avoid 


brushes, the configuration is bulky, and the arrival of high-energy PMs for rotor DC excitation has put 
it apparently to rest. 


2.3 Permanent Magnet Synchronous Generators 


The rapid development of high-energy PMs with a rather linear demagnetization curve led to widespread 
use of PM synchronous motors for variable speed drives [6-10]. As electric machines are reversible by 
principle, the generator regime is available, and, for direct-driven wind generators in the hundreds of 
kilowatt or MW range, such solutions are being proposed. Super-high-speed gas-turbine-driven PM 
synchronous generators in the 100 kW range at 60 to 80 krpm are also introduced. Finally, PM synchro- 
nous generators are being considered as starter generators for the cars of the near future. 

There are two main types of rotors for PM synchronous generators: 


+ With rotor surface PMs (Figure 2.10) — nonsalient pole rotor (SPM) 
+ With interior PMs (Figure 2.11a through Figure 2.11c) — salient pole rotor (IPM) 


The configuration in Figure 2.10 shows a PM rotor made with parallelepipedic PM pieces such that 
each pole is patched with quite a few of them, circumferentially and axially. 

The PMs are held tight to the solid (or laminated) rotor iron core by special adhesives, and a highly 
resilient resin coating is added for mechanical rigidity. 

The stator contains a laminated core with uniform slots (in general) that house a three-phase winding 
with distributed (standard) coils or with concentrated (fractionary) coils. 

The rotor is practically isotropic from the magnetic point of view. There is some minor difference 
between the d and the q axis magnetic permeances, because the PM recoil permeability (u,,. = (1.04 — 
1.07) [ty at 20°C) increases somewhat with temperature for NeFeB and SmCo high-energy PMs. 

So, the rotor may be considered as magnetically nonsalient (the magnetization inductances L,,, and 
Lm are almost equal to each other). 

To protect the PMs, mechanically, and to produce reluctance torque, the interior PM pole rotors were 
introduced. Two typical configurations are shown in Figure 2.11a through Figure 2.11c. 

Figure 2.11a shows a practical solution for two-pole interior PM (IPM) rotors. A practical 2p, = 4,6,... 
IPM rotor as shown in Figure 2.11b has an inverse saliency: Ly, < Lj, aS is typical with IPM machines. 


qn? 
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FIGURE 2.10 Surface PM rotor (2p, = four poles). 


Finally, a high-saliency rotor (Lay, > Lam), obtained with multiple flux barriers and PMs acting along axis 
q (rather than axis d), is presented in Figure 2.11c. It is a typical IPM machine but with large magnetic 
saliency. In such a machine, the reluctance torque may be larger than the PM interactive torque. The PM 
field first saturates the rotor flux bridges and then overcompensates the stator-produced field in axis q. 
This way, the stator flux along the q axis decreases with current in axis q. For flux weakening, the I, 
current component is reduced. A wide constant power (flux weakening) speed range of more than 5:1 
was obtained this way. Starters/generators on cars are a typical application for this rotor. 

As the PM’s role is limited, lower-grade (lower B,) PMs, at lower costs, may be used. 

It is also possible to use the variable reluctance rotor with high magnetic saliency (Figure 2.11a) without 
permanent magnets. With the reluctance generator, either power grid or stand-alone mode operation is 
feasible. For stand-alone operation, capacitor self-excitation is needed. The performance is moderate, 
but the rotor cost is also moderate. Standby power sources would be a good application for reluctance 
synchronous generators with high saliency Lay/Lgm > 4. 

PM synchronous generators are characterized by high torque (power) density and high efficiency 
(excitation losses are zero). However, the costs of high-energy PMs are still up to $100 per kilogram. 
Also, to control the output, full-power electronics are needed in the stator (Figure 2.12). 

A bidirectional power flow pulse-width modulator (PWM) converter, with adequate filtering and control, 
may run the PM machine either as a motor (for starting the gas turbine) or as a generator, with controlled 
output at variable speed. The generator may work in the power-grid mode or in stand-alone mode. These 
flexibility features, together with fast power-active and power-reactive decoupled control at variable speed, 
may make such solutions a way of the future, at least in the tens and hundreds of kilowatts range. 

Many other PM synchronous generator configurations were introduced, such as those with axial airgap. 
Among them, we will mention one that is typical in the sense that it uses the IPM reluctance rotor (Figure 
2.11c), but it adds an electrical excitation. (Figure 2.13) [11]. 

In addition to the reluctance and PM interaction torque, there will be an excitation interaction torque. 
The excitation current may be positive or negative to add or subtract from I, current component in the 
stator. This way, at low speeds, the controlled positive field current will increase and control the output 
voltage, while at high speeds, a negative field current will suppress the electromagnetic torque, when 
needed, to keep the voltage constant. 

For DC-controlled output only a diode rectifier is necessary, as the output voltage is regulated via 
DC current control in four quadrants. A low-power four-quadrant chopper is needed. For wide speed 
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FIGURE 2.11 Interior PM rotors: (a) 2p, = 2 poles, (b) 2p, = 4, and (c) with rotor flux barriers (IPM — reluctance). 
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FIGURE 2.13 Biaxial excitation PM reluctance rotor generator (biaxial excitation generator for automobiles 
[BEGA]). 


range applications such a hybrid excitation rotor may be a competitive solution. The rotor is not very 


rugged mechanically, but it can easily handle peripheral speeds of up to 50 m/sec (10,000 rpm for 0.1 m 
diameter rotor). 


2.4 The Homopolar Synchronous Generator 


Placing both the DC excitation coils and the three-phase AC winding on the stator characterizes the so- 
called homopolar (or inductor) synchronous machine (generator and motor; see Figure 2.14a through 
Figure 2.14c). 

The rather rugged rotor with solid (even laminated) salient poles and solid core is an added advantage. 
The salient rotor poles (segments) and interpoles produce a salient magnetic structure with a notable 
saliency ratio, especially if the airgap is small. 

Consequently, the magnetic field produced by the DC field current closes paths, partially axially and 
partially circumferentially, through stator and rotor, but it is tied (fixed) to the rotor pole axis. 

It is always maximum in the axis of rotor poles and small, but of the same polarity, in the axis of 
interpoles. An AC airgap magnetic component is present in this homopolar distribution. Its peak value 
is ideally 50% of maximum airgap field of the DC excitation current. Fringing reduces it 35 to 40% 
(Figure 2.14a through Figure 2.14c), at best. 

The machine is a salient pole machine with doubled airgap, but it behaves as a nonsalient pole rotor 
one and with rotor excitation. 

So, for the same airgap flux density fundamental B,, (Figure 2.14a through Figure 2.14c), the same 
mechanical airgap, the DC magnetomotive force of the field winding is doubled, and the power loss 
quadruples. However, the ring-shaped coil reduces the copper weight and losses (especially when the 
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FIGURE 2.14 The homopolar synchronous generator: (a) and (b) the geometry and (c) airgap excitation field 
distribution. 
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FIGURE 2.15 Cage-rotor induction generator: (a) at power grid: V, = ct, f, = ct, and (b) stand-alone (capacitor 
excited): V,, f,, variable with speed and load. 


number of poles increases) in comparison with a multipolar heteropolar DC rotor excitation system. 
The blessing of circularity comes into place here. We also have to note the additional end connection in 
the middle of the stator AC three-phase winding, between the two slotted laminated cores. 

The rotor mechanical ruggedness is superior only with solid iron poles when made in one piece. 
Unfortunately, stator magnetomotive force and slot space harmonics induce eddy currents in the rotor 
solid poles, notably reducing the efficiency, typically below 90% in a 15 kW, 15,000 rpm machine. 


2.5 Induction Generator 


The cage-rotor induction machine is known to work as a generator, provided the following: 


+ The frequency f, is smaller than n x p, (speed x pole pairs): S < 0 (Figure 2.15a). 
* There is a source to magnetize the machine. 


An induction machine working as a motor, supplied to fixed frequency and voltage f,, V, power grid 
becomes a generator if it is driven by a prime mover above no load ideal speed f,/p,: 


n> fi (2.5) 


Pi 


Alternatively, the induction machine with the cage rotor may self-excite on a capacitor at its terminals 
(Figure 2.15b). 

For an IG connected to a strong (constant frequency and voltage) power grid, when the speed n 
increases (above f,/p,), the active power delivered to the power grid increases, but so does the reactive 
power drawn from the power grid. 

Many existing wind generators use such cage-rotor IGs connected to the power grid. The control is 
only mechanical. The blade pitch angle is adjusted according to wind speed and power delivery require- 
ments. However, such IGs tend to be rigid, as they are stable only until n reaches the following value: 
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Nmag = E (1s) (2.6) 


where S, is the critical sleep, which decreases with power and is, anyway, below 0.08 for IGs in the 
hundreds of kilowatts. Additional parallel capacitors at the power grid are required to compensate for 
the reactive power drained by the IG. 

Alternatively, the reactive power may be provided by parallel (plus series) capacitors (Figure 2.15b). 
In this case, we have a self-excitation process that requires some remanent flux in the rotor (from previous 
operation) and the presence of magnetic saturation (Figure 2.15b). The frequency f, of self-excitation 
voltage (under no load) depends on the capacitor value and on the magnetization curve of the induction 
machine ‘P(Ij)): 


3 


15$—————= 27 
Goa (2.7) 


Vio = Wi) 2-2: fi =Vo, = 


The trouble is that on load, even if the speed is constant through prime mover speed control, the 
output voltage and frequency vary with load. For constant speed, if frequency reduction under a load of 
1 Hz is acceptable, voltage control suffices. A three-phase AC chopper (Variac™) supplying the capacitors 
would do it, but the harmonics introduced by it have to be filtered out. In simple applications, a 
combination of parallel and series capacitors would provide constant (with 3 to 5% regulation) voltage 
up to rated load. 

Now, if variable speed is to be used, then, for constant voltage and frequency, PWM converters are 
needed. Such configurations are illustrated in Figure 2.16a and Figure 2.16b. A bidirectional power flow 
PWM converter (Figure 2.16a) provides both generating and motoring functions at variable speed. The 
capacitor in the DC line of the converter may lead not only to active, but also to reactive, power delivery. 
Connection to the power grid without large transients is implicit, and so is fast, decoupled, active, and 
reactive power control. 

The stand-alone configuration in Figure 2.16b is less expensive, but it provides only unidirectional 
power flow. A typical V,/f, converter for drives is used. It is possible to inverse the connections, that is, 
to connect the diode rectifier and capacitors to the grid and the converter to the machine. This way, the 
system works as a variable speed drive for pumping and so forth, if a local power grid is available. This 
commutation may be done automatically, but it would take 1 to 2 min. For variable speed, in a limited 
range, an excitation capacitor in two stages would provide the diode rectifier with only slightly variable 
DC link voltage. Provided the minimum and maximum converter voltage limits are met, the former 
would operate over the entire speed range. Now, the converter is V,/f, controlled for constant voltage 
and frequency. 

A transformer (Y, Y,) may be needed to accommodate unbalanced (or single-phase) loads. 

The output voltage may be close-loop controlled through the PWM converter. On the other end, the 
bidirectional PWM converter configuration may be provided with a reconfigurable control system so as 
to work not only on the power grid, but also to separate itself smoothly to operate as a stand-alone or 
to wait on standby and then be reconnected smoothly to the power grid. Thus, multifunctional power 
generation at variable speed is produced. As evident in Figure 2.16a and Figure 2.16b, full-power elec- 
tronics are required. For a limited speed range, say up to 25%, it is possible to use two IGs with cage- 
rotor and different pole numbers (2p,/2p, = 8/6, 5/4, 4/3....). The one with more poles (2p, > 2p,) is rated 
at 25% of rated power and is fed from a bidirectional power converter sized also at about 25%. The 
scheme works at the power grid (Figure 2.17). 

The soft-starter reduces the synchronization transients and disconnects the 100% IG when the power 
required is below 25%. Then, the 25% IG remains alone at work, at variable speed (n < f,/p,), to tap the 
energy available from (for example) low-speed wind or from a low-head microhydroturbine. Also, above 
25% load, when the main (100%) IG works, the 25% IG may add power as generator or work in motoring 
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FIGURE 2.16 Cage-rotor induction generators for variable speed: (a) at power grid V, = ct., f, = ct., and (b) stand- 
alone V," = ct., f,’ = ct. (controlled). 


oom 3 Soft ZZ Power 
} | starter i 


Bidirectional power 
converter (25%) 


FIGURE 2.17 Dual-induction generator system for limited speed variation range. 


for better dynamics and stability. Now, we may imagine a single rotor-stator IG with two separate stator 
windings (2p, > 2p,) to perform the same task. 

The reduction in rating, from 100% to 25%, of the bidirectional PWM converter is noteworthy. 

The main advantage of the dual IG or dual-stator winding IG is lower cost, although the cost is for 
lower performance (low-speed range above f,/p,). 


2.6 The Wound Rotor (Doubly Fed) Induction Generator (WRIG) 


It all started between 1907 and 1913, with the Scherbius and Kraemer cascade configurations, which are 
both slip-power recovery schemes of wound-rotor induction machines. Leonhard analyzed it pertinently 
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FIGURE 2.18 Wound rotor induction generator (WRIG): (a) with diode rectifier (slip recovery system), and (b) 
with bidirectional pulse-width modulator (PWM) converter. 


in 1928, but adequate power electronics for it were not available by then. A slip recovery scheme with 
thyristor power electronics is shown in Figure 2.18a. Unidirectional power flow, from IG rotor to the 
converter, is only feasible because of the diode rectifier. A step-up transformer is necessary for voltage 
adaption, while the thyristor inverter produces constant voltage and frequency output. The principle of 
operation is based on the frequency theorem of traveling fields. 


fi =np, + fas f, <>0 , and variable f, = ct (2.8) 


Negative frequency means that the sequence of rotor phases is different from the sequence of stator 
phases. Now if f, is variable, n may also be variable, as long as Equation 2.8 is fulfilled. 

That is, constant frequency f, is provided in the stator for adjustable speed. The system may work at 
the power grid or even as a stand-alone, although with reconfigurable control. When f, > 0, n < f(/p,, we 
have subsynchronous operation. The case for f, < 0, n > f,/p, corresponds to hypersynchronous operation. 
Synchronous operation takes place at f, = 0, which is not feasible with the diode rectifier current source 
inverter, but it is feasible with the bidirectional PWM converter. 

The slip recovery system can work as a subsynchronous (n < f,/p) motor or as a supersynchronous (n 
> f\/p) generator. The WRIG with bidirectional PWM converter may work as a motor and generator for 
both subsynchronous and supersynchronous speed. The power flow directions for such a system are 
shown in Figure 2.19a and Figure 2.19b. 

The converter rating is commensurable to speed range, that is, to maximum slip S,,.: 


© 2006 by Taylor & Francis Group, LLC 


Principles of Electric Generators 2-17 


Pa Pa 
stator stator 
Pa Motor Pal Motor 
rotor rotor 
Pee y Pimec 
Ploss Ploss 
Py Pa 
stator stator 
Pa Pa |Generator 
Generator 
rotor rotor 
Pree Pinec 
Pioss Ploss 


(a) (b) 


FIGURE 2.19 Operation modes of wound rotor induction generator (WRIG) with bidirectional pulse-width mod- 
ulator (PWM) converter (in the rotor): (a) S < 0 and (b) S> 0. 


KVA 


rating 


= x Pm <00[%] (2.9) 


K = 1-1.4 depending on the reactive power requirements from the converter 

Notice that, being placed in the rotor circuit, through slip-rings and brushes, the converter rating is 
around |S,,,..| in percent. The larger the speed range, the larger the rating and the costs of the converter. 
Also, the fully bidirectional PWM converter — as a back-to-back voltage source multilevel PWM con- 
verter system — may provide fast and continuous decoupled active and reactive power control operation, 
even at synchronism (f, = 0, DC rotor excitation). And, it may perform the self-starting as well. The self- 
starting is done by short-circuiting the stator, previously disconnected from the power grid, and supplying 
the rotor through the PWM converter in the subsynchronous motoring mode. The rotor accelerates up 
to a prescribed speed corresponding to f, > f,(1 — S,,,,). Then, the stator winding is opened and, with 
the rotor freewheeling, the stator no load voltage, sequence and frequency are adjusted to coincide with 
that of the power grid, by adequate PWM converter control. Finally, the stator winding is connected to 
the power grid without notable transients. 

This kind of rotor-starting procedure requires f, ~ (0.8 — 1)f,, which means that the standard cyclo- 
converter is out of the question. So, it is only the back-to-back voltage PWM multilevel converter or the 
matrix converter that is suitable for full exploitation of motoring/generating at sub- and supersynchro- 
nous speeds, so typical in pump storage applications. 


2.7 Parametric Generators 


Parametric generators exploit the magnetic anisotropy of both stator and rotor. PMs may be added on 
the stator or on the rotor. Single magnetic saliency with PMs on the rotor is also used in some configu- 
rations. Parametric generators use nonoverlapping (concentrated) windings to reduce end-connection 
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FIGURE 2.20 Switched reluctance generators (SRGs): (a) single-phase: 4/4 (4 x 4 poles) and (b) three-phase: 6/4 
(6 x 4 poles). 


copper losses on the stator. As the stator magnetomotive force does not produce a pure traveling field, 
there are core losses both in the stator and in the rotor. The simplicity and ruggedness of such generators 
make them adequate for use in some applications. 

Among parametric generators, some of the most representative are detailed here: 


+ The switched reluctance generators (SRGs): 
* Without PMs 
* With PMs on the stator or on the rotor 
+ The transverse flux generators (TFGs): 
+ With rotor PMs 
+ With stator PMs 
* The flux reversal generators (FRGs): 
+ With PMs on the stator 
* With PMs on the rotor (and flux concentration) 
* The linear motion alternators (LMAs): 
* With coil mover and PMs on the stator 
* With PM mover, tubular or flat (with PM flux concentration) 
* With iron mover and PMs on the stator 


The SRG [12] has a double saliency magnetic laminated structure — on the stator and rotor — and 
concentrated coils on the stator (Figure 2.20a and Figure 2.20b). The stator phases are PWM voltage fed 
as long as the rotor poles are approaching them, one at a time, for the three-phase configuration. The 
phase inductances vary with rotor position (Figure 2.21a and Figure 2.21b) and, at least for the three- 
phase configuration, there is little magnetic coupling between phases. 

Eventually, each phase is turned on around point A (in Figure 2.21a and Figure 2.21b); then it 
magnetizes the phase, and the dL/d® effect produces a motion-induced voltage (electromagnetic force) 
which, in interaction with the phase current, produces torque. The phase is turned off around point B, 
when the next phase is turned on. The current polarity is not relevant; thus, positive current is flowed 
through voltage PWM. The maximum voltage is applied until the phase current magnetizes to maximum 
admitted current. 
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FIGURE 2.21 Phase inductance vs. rotor position: (a) the single-phase 4/4 switched reluctance generator (SRG) 
and (b) the three-phase 6/4 SRG. 


As part of the AB interval available for generating is lost to the magnetization process, the latter takes 
up around 30% of energy available per cycle. For the single-phase machine, the torque, as expected, has 
notches, as only the negative slopes of the inductance are adequate for generating. 

It is machine simplicity and ruggedness that characterize SRGs. High speed is feasible. Rotor higher 
temperature due to the local environment is also acceptable, because there are no PMs or windings on 
the rotor. PMs may be added on the rotor (Figure 2.22a and Figure 2.22b) [13,14]. In this situation, the 
current polarity has to change, and the torque production relies heavily on phase interaction through 
PMs. The reluctance torque is small. 

Alternatively, PMs may be placed on the stator (Figure 2.22c) [15] with some PM flux concentration. 
Again, the reluctance torque is reduced, and PM torque prevails. The PM flux polarity in one phase does 
not change sign, so we may call it a homopolar PM excitation. 

Other SRG configurations with homopolar excitation flux were proposed but did not reach very far 
in the markets. 


2.7.1. The Flux Reversal Generators 


In these configurations, reliance is on PM flux switch (reversal) in the stator-concentrated coils (Figure 
2.23a [16]). The PM flux linkage in the stator coils of Figure 2.23a changes sign when the rotor moves 
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FIGURE 2.22 Permanent magnet (PM)-assisted switched reluctance generators (SRGs): (a) with long PMs on the 
rotor, (b) with short PMs on the rotor, and (c) with PMs on the stator. 


FIGURE 2.23 Flux reversal generators (FRGs) with stator permanent magnets (PMs): (a) the single-phase 4/2 
flux—switch alternator and (b) the three-phase 6/8 FRG. 
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FIGURE 2.24 Three-phase flux reversal generator (FRG) with stator permanent magnet (PM) flux concentration. 


90° (mechanical) and does the same, for each phase in Figure 2.23b for the three-phase FRG, when the 
rotor moves 22.5° mechanical degrees. 

In general, it is t/N, (which corresponds to electrical radius). The electrical and mechanical radians 
are related as follows: 


1, =N,Omecs fi=N,-0 (2.10) 


So, the frequency of the electromagnetic force f, is as if the number of pole pairs on the rotor was N,. 

The three-phase FRG configuration [17] makes better use of the stator and rotor core, and the 
manufacturing process is easier than that for the single-phase configuration, as the coils are inserted by 
conventional technology. Premade stator poles, with coils on, may be mounted inside the stator back 
iron, as done with rotor poles in salient poles in hydrogenerators. The main problem is the large flux 
fringing due to the juxtaposition of the North and South Poles (there could be 2,4,6,... of them on a 
stator pole). This reduces the useful flux to about 0.3 to 0.4 of its ideal value (in homopolar stator 
excitation, this is normal). PM flux concentration should provide better torque density for the same 
power factor. A three-phase configuration as described is shown on Figure 2.24. 

It is evident that the manufacturing of a stator is a bit more complicated, and usage of the stator core 
is partial but still, PM flux concentration may increase the torque density without compromising the power 
factor too much. The phases are magnetically independent, and thus, high fault tolerance is expected. 

For a better core utilization, the PMs with flux concentration may be placed on the rotor. An interior 
stator is added to complete the magnetic circuit (Figure 2.25). 

The second (interior) windingless stator poses some manufacturing problems (the rotor also), but the 
higher torque/volume at an acceptable power factor may justify it. The power factor is mentioned here 
because it influences the converter kilo volt amps (KVAs) through reactive power demands. 

FRGs are, in general, meant for mainly very low-speed applications, such as direct-driven wind 
generators on vessel generator/motors, and so forth. 


2.7.2 The Transverse Flux Generators (TFGs) 


TFGs are built in single-phase configurations with ring-shaped stator coils and surface PMs on the rotor 
(Figure 2.26) or with PM rotor flux concentration (Figure 2.27) [17,18]. 

The double-sided (dual-stator) configuration in Figure 2.27 takes advantage of PM flux concentration 
on the rotor. In general, TFGs are characterized by moderately low winding losses, due to the blessing 
of the ring-shaped coil. 
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FIGURE 2.25 Flux reversal generator (FRG) with rotor permanent magnet (PM) flux concentration. 


FIGURE 2.26 Double-sided transverse flux generator (TFG) with surface PM rotor. 
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FIGURE 2.27 Double-sided transverse flux generator (TFG) with rotor PM flux concentration. 


A three-phase machine is built by adding axially three single-phase units, properly displaced tangen- 
tially by 2/3 of a pole with each other. It is evident that the stators could best be built from magnetic 
composite materials. However, this solution would reduce torque density, because the permeability of 
such materials is below 500 U, under some magnetic saturation. The core losses would be reduced if 
frequency goes above 600 Hz with magnetic composite materials (magnetic powder). 

The stator-PM TFG (originally called the axial flux circumferential current PM machine [AFCC] [19]) 
imposes the use of composite magnetic materials both on the stator and on the rotor due to its intricated 
geometry. Again, it is essentially a single-phase machine. PM flux concentration occurs along the axial 
direction. Good usage of PMs and cores is inherent in the axial-airgap stator PM FRG shown in Figure 
2.28a and Figure 2.28b. 

FRGs need more PMs than usual, but the torque density is rather good, and compact geometries are 
very likely. The large number of poles on the rotor in most TFGs leads to a good frequency, unless speed 
is not very low. 

The rather high torque density (in Nm/m/, or [6 to 9] N/cm? of rotor shear stress) is inherent, as the 
number of PM flux reversals (poles) in the stator ring-shaped coils is large per one revolution. This effect 
may be called torque magnification [11]. 


2.7.3. Linear Motion Alternators 


The microphone is the classical example of a linear motion alternator (LMA) with moving coil. The 
loudspeaker illustrates its motoring operation mode. 

Though there are many potential LMA configurations (or actuators), they all use PMs and fall into 
three main categories [20]: 


+ With moving coil (and stator PMs) — Figure 2.29a 
+ With moving PMs (and stator coil) — Figure 2.29b 
+ With moving iron (and stator PMs) — Figure 2.29c 
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FIGURE 2.28 TFG with stator — permanent magnet (PM) flux concentration: (a) with axial airgap and (b) with 
radial airgap. 

In essence, the PM flux linkage in the coil changes sign when the mover travels the excursion length 1,,,,,. 
which serves as a kind of pole pitch. So they are, in a way, single-phase flux reversal machines. The 
average speed U,,, is as follows: 


Uw =2- Lestoke fi (2.1 1) 


where f, = the frequency of mechanical oscillations. 

To secure high efficiency, beryllium-copper flexured springs (Figure 2.30) are used to store the kinetic 
energy of the mover at excursion ends. They also serve as linear bearings. The proper frequency of these 
mechanical springs f,, should be equal to electrical frequency: 


fafa te (2.12) 
2n\m 


where 
K = spring rigidity coefficient 
m = moving mass 


The current is in phase with speed for best operation. 

The strokes involved in LMAs are in the order of 0.5 to 100 mm or so. Their power, in general, is 
limited to 10 to 50 kW at 50 (60) Hz. 

They are basically synchronous single-phase machines with harmonic motion and linear flux to 
position ideal variation. 

Further increasing the power and volume requires — if average speed U, is limited — configurations 
with PM flux concentration and three phases. Such a single-phase flat configuration, with moving PMs, 
is shown in Figure 2.31 [26]. 

Again, it is a single-phase device, and the PM flux reverses polarity when the mover advances one 
“small,” stator, pole (tooth). The two twin stators are displaced by one stator tooth also, to provide for 
optimal magnetic circuit completion. Large airgap PM flux densities of up to 1.25 T may be obtained 
under the stator teeth with 0.65 T left for armature reaction, to secure both high-force (power) density 
and a satisfactory power factor (or reasonable [X/E = 0.5 ratio; X = machine reactance). The PM height 
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FIGURE 2.29 Commercial linear motion alternators: (a) with moving coil, (b) with moving permanent magnets 
(PMs), and (c) with moving iron. 


FIGURE 2.30 (a) Tubular linear motion alternator (LMA) and (b) with plunger supported on flexural springs. 
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FIGURE 2.31 Flux reversal linear motion alternator (LMA) with mover permanent magnet (PM) concentration. 


hp per pole pitch Tpy is hpy/Ttpy 1.5 — 2.5, as all PMs are active all the time, and full use of both stator 
and mover cores and copper is made. 

Note that there are also LMAs that exploit progressive (rather than oscillatory) linear motion. Appli- 
cations include auxilliary power LMAs on magnetically levitated vehicles (MAGLEVs) and plasma mag- 
netohydrodynamic (MHD) linear motion DC generators with superconducting excitation (see Chapter 
12 in Variable Speed Generators). 


2.8 Electric Generator Applications 


The application domains for electric generators embrace almost all industries, traditional and new, with 
powers from milliwatts to hundreds of megawatts per unit, and more [20-25]. 

Table 2.1 summarizes our view of electric generator main applications and the competitive types that 
may suit each person and need. 


2.9 Summary 


In this chapter, we presented some representative, in use and newly proposed, types of electric generators 
by principle, configuration, and application. 
A few concluding remarks are in order: 


+ The power per unit range varies from a few milliwatts to a few hundred megawatts (even 1500 
MVA) per unit. 

+ Large power generators, those above a few megawatts, are electrically excited on the rotor, either 
by DC, as in conventional synchronous generator (SG), or in three-phase AC, as in the wound 
rotor (doubly fed) induction generator (WRIG). 

+ While the conventional DC rotor-excited SGs require tightly controlled constant speed to produce 
constant frequency output, the WRIG may work with adjustable speed. 
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Application 


Suitable generator 


Application 
Suitable generator 


Application 


Suitable generator 


Electric Generator Applications 


Large power systems (gas, coal, 
nuclear, hydrogen) 

Excited rotor synchronous 
generators, doubly fed 
induction generators (up to 
hundreds of MW/unit) 


Home electricity production 
PM synchronous generators 
and LMAs 


Small-power telemetry-based 
vibration monitoring 
LMAs: 20-50 mW to 5 W 
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Distributed power systems 
(wind, hydro) 

Excited rotor synchronous 
generators, cage-rotor 
induction generators, PM 
synchronous generators, 
parametric generators (up to 
10 MW power/unit) 

Spacecraft applications 

Linear motion alternators 
(LMAs) 


Inertial batteries 
Axial-airgap PM synchronous 


generators up to hundreds of 
MJ/unit 


Standby diesel-driven EGs 


PM synchronous generators, 
cage-rotor induction 
generators 


Aircraft applications 

PM synchronous, cage-rotor 
induction, or doubly fed 
induction generators (up to 
500 kW/unit) 


Automotive starter-generators Diesel locomotives 


Excited-rotor synchronous 
generators 


IPM synchronous generators, 
induction generators, 
transverse flux generators 


Ship applications 
Excited synchronous generators (power in the order of a few 
MwWs) 


Super-high-speed gas-turbine generators 


PM synchronous generators up to 150 kW and 80,000 rpm (higher powers at lower speeds) 
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The rating of the rotor-connected PWM converter in WRIG is about equal to the adjustable speed 
range (slip), in general, around 20%. This implies reasonable costs for a more flexible generator 
with fast active and reactive power (or frequency and voltage) control. 

WRIG seems the way of the future in electric generation at adjustable speed for powers above a 
few megawatts, in general, per unit. 

PM synchronous generators are emerging for kilowatts, tenth of a kilowatt, and even hundreds of 
kilowatts or 1-3 MW/unit in special applications, such as automotive starter-alternators or super- 
high-speed gas turbine generators or direct-driven wind generators, respectively. 

Linear motion alternators are emerging for power operation up to 15 kW, even 50 kW for home 
or special series hybrid vehicles, with linear gas combustion engines and electric propulsion. 
Parametric generators are being investigated for special applications: switched reluctance genera- 
tors for aircraft jet engine starter-alternators and transverse flux PM generators/motors for hybrid 
or electrical bus propulsion or direct-driven wind generators. 

Electric generators are driven by different prime movers that have their own characteristics, 
performance levels, and mathematical models, which, in turn, influence the generator operation, 
because at least speed control is enacted upon the prime mover. The next chapter discusses in 
some detail most used prime movers with their characteristics, mathematical models, and speed 
control methods. 
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3.1 Introduction 


Electric generators convert mechanical energy into electrical energy. The mechanical energy is produced 
by prime movers. Prime movers are mechanical machines. They convert primary energy of a fuel or fluid 
into mechanical energy. They are also called turbines or engines. The fossil fuels commonly used in prime 
movers are coal, gas, oil, or nuclear fuel. 

Essentially, the fossil fuel is burned in a combustor; thus, thermal energy is produced. Thermal energy 
is then taken by a working fluid and turned into mechanical energy in the prime mover. 

Steam is the working fluid for coal or nuclear fuel turbines. In gas turbines or in diesel or internal 
combustion engines, the working fluid is the gas or oil in combination with air. 

On the other hand, the potential energy of water from an upper-level reservoir may be turned into 
kinetic energy that hits the runner of a hydraulic turbine, changes momentum and direction, and 
produces mechanical work at the turbine shaft as it rotates against the “braking” torque of the electric 
generator under electric load. 

Wave energy is similarly converted into mechanical work in special tidal hydraulic turbines. Wind 
kinetic energy is converted by wind turbines into mechanical energy. 

A complete classification of prime movers is difficult due to the many variations in construction, from 
topology to control. However, a simplified prime mover classification is described in Table 3.1. 


3-1 
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TABLE 3.1 Prime Mover Classification 


Working 
Fuel Fluid Power Range Main Applications Type Observation 
Coal or Steam Up to 1500 Electric power systems Steam turbines High speed 
nuclear fuel MW/unit 
Gas or oil Gas (oil) From watts to Large and distributed Gas turbines, diesel | With rotary but also 
+ air hundreds of power systems, engines, internal linear reciprocating 
MW/unit automotive applications | combustion motion 
(vessels, trains, highway —_ engines, Stirling 
and off-highway engines 
vehicles), autonomous 
power sources 
Water energy Water Up to 1000 Large and distributed Hydraulic turbines | Medium and low 
MW/unit electric power systems, speeds, >75 rpm 
autonomous power 
sources 
Wind energy Air Up to 5 MW/unit Distributed power Wind or wave Speed down to 
systems, autonomous turbines 10 rpm 
power sources 
Fuel . 
éentral cost ; Power grid 
valve | Intermediate Pee eee it ae 
Prime source energy : eEDSOE Transmi-| Electric | 11 
: Turbine : | 4 
energy conversion/for | ssion | generator | 1! 
thermal turbines} S—3———" || { | 
Frequency fl 
power (Pe 
Speed governor Speed/power Autonomous 
controller reference curve load 


FIGURE 3.1 Basic prime-mover generator system. 


In general, a prime mover or turbine drives an electric generator directly, or through a transmission 
(at power less than a few megawatts [MW]), Figure 3.1, [1-3]. The prime mover is necessarily provided 
with a so-called speed governor (in fact, a speed control and protection system) that properly regulates 
the speed, according to electric generator frequency/power curves (Figure 3.2). 

Notice that the turbine is provided with a servomotor that activates one or a few control valves that 
regulate the fuel (or fluid) flow in the turbine, thus controlling the mechanical power at the turbine shaft. 
The speed at the turbine shaft is measured precisely and compared with the reference speed. The speed 
controller then acts on the servomotor to open or close control valves and control speed as required. 
The reference speed is not constant. In alternating current (AC) power systems, with generators in parallel, 
a speed drop of 2 to 3% is allowed, with power increased to the rated value [1-3]. 

The speed drop is required for two reasons: 


+ With a few generators of different powers in parallel, fair (proportional) power load sharing is provided. 
+ When power increases too much, the speed decreases accordingly, signaling that the turbine has 
to be shut off. 


In Figure 3.2, at point A at the intersection between generator power and turbine power, speed is 
statically stable, as any departure from this point would provide the conditions (through motion equa- 
tion) to return to it. 
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FIGURE 3.2 The reference speed (frequency)/power curve. 


With synchronous generators operating in a constant voltage and frequency power system, the speed 
drop is very small, which implies strong strains on the speed governor due to inertia and so forth. It also 
leads to slower power control. On the other hand, the use of doubly fed induction generators, or of AC 
generators with full power electronics between them and the power system, would allow for speed 
variation (and control) in larger ranges (+20% and more). That is, a smaller speed reference for lower 
power. Power sharing between electric generators would then be done through power electronics in a 
much faster and more controlled manner. Once these general aspects of prime mover requirements are 
clarified, we will deal in some detail with prime movers in terms of principles, steady-state performance, 
and models for transients. The main speed governors and their dynamic models are also included for 
each main type of prime mover investigated here. 


3.2 Steam Turbines 


Coal, oil, and nuclear fuels are burned to produce high pressure, high temperature, and steam in a boiler. 
The potential energy in the steam is then converted into mechanical energy in the so-called axial-flow 
steam turbines. 

The steam turbines contain stationary and rotating blades grouped into stages: high pressure (HP), 
intermediate pressure (IP), low pressure (LP), and so forth. The high-pressure steam in the boiler is let 
to enter — through the main emergency stop valves (MSVs) and the governor valves (GVs) — the 
stationary blades, where it is accelerated as it expands to a lower pressure (Figure 3.3). Then the fluid is 
guided into the rotating blades of the steam turbine, where it changes momentum and direction, thus 
exerting a tangential force on the turbine rotor blades. Torque on the shaft and, thus, mechanical power, 
are produced. The pressure along the turbine stages decreases, and thus, the volume increases. Conse- 
quently, the length of the blades is lower in the high-pressure stages than in the lower-power stages. 

The two, three, or more stages (HP, IP, and LP) are all, in general, on the same shaft, working in 
tandem. Between stages, the steam is reheated, its enthalpy is increased, and the overall efficiency is 
improved — up to 45% for modern coal-burn steam turbines. 

Nonreheat steam turbines are built below 100 MW, while single-reheat and double-reheat steam 
turbines are common above 100 MW, in general. The single-reheat tandem (same-shaft) steam turbine 
is shown in Figure 3.3. There are three stages in Figure 3.3: HP, IP, and LP. After passing through the 
MSVs and GVs, the high-pressure steam flows through the high-pressure stage where it experiences a 
partial expansion. Subsequently, the steam is guided back to the boiler and reheated in the heat exchanger 
to increase its enthalpy. From the reheater, the steam flows through the reheat emergency stop valve 
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FIGURE 3.3 Single-reheat tandem-compound steam turbine. 


(RSV) and intercept valve (IV) to the intermediate-pressure stage of the turbine, where again it expands 
to do mechanical work. For final expansion, the steam is headed to the crossover pipes and through the 
low pressure stage where more mechanical work is done. Typically, the power of the turbine is divided 
as follows: 30% in the HP, 40% in the IP, and 30% in the LP stages. The governor controls both the GV 
in the HP stage and the IV in the IP stage to provide fast and safe control. 

During steam turbine starting — toward synchronous generator synchronization — the MSV is fully 
open, while the GV and IV are controlled by the governor system to regulate the speed and power. The 
governor system contains a hydraulic (oil) or an electrohydraulic servomotor to operate the GV and IV 
and to control the fuel and air mix admission and its parameters in the boiler. The MSV and RSV are 
used to quickly and safely stop the turbine under emergency conditions. 

Turbines with one shaft are called tandem compound, while those with two shafts (eventually at 
different speeds) are called cross-compound. In essence, the LP stage of the turbine is attributed to 
a separate shaft (Figure 3.4). Controlling the speeds and powers of two shafts is difficult, though it 
adds flexibility. Also, shafts are shorter. Tandem-compound (single-shaft) configurations are more 
often used. 

Nuclear units generally have tandem-compound (single-shaft) configurations and run at 1800 (1500) 
rpm for 60 (50) Hz power systems. They contain one HP and three LP stages (Figure 3.5). The HP 
exhaust passes through the moisture reheater (MSR) before entering the LP 1,2,3 stages in order to reduce 
steam moisture losses and erosion. The HP exhaust is also reheated by the HP steam flow. 

The governor acts upon the GV and the IV 1,2,3 to control the steam admission in the HP and LP 
1,2,3 stages, while the MSV and the RSV 1,2,3 are used only for emergency tripping of the turbine. In 
general, the GVs (control) are of the plug-diffuser type, while the IVs may be either the plug or the 
butterfly type (Figure 3.6a and Figure 3.6b, respectively). The valve characteristics are partly nonlinear, 
and, for better control, they are often “linearized” through the control system. 
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FIGURE 3.4 Single-reheat cross-compound (3600/1800 rpm) steam turbine. 


3.3 Steam Turbine Modeling 


The complete model of a multiple-stage steam turbine is rather involved. This is why we present here 
first the simple steam vessel (boiler, reheated) model (Figure 3.7), [1-3], and derive the power expression 
for the single-stage steam turbine. 

The mass continuity equation in the vessel is written as follows: 


dw 
dt 


dp 
=V dt = Qinput Qourpus (3.1) 


where 
V = the volume (m’) 
Q = the steam mass flow rate (kg/sec) 
p = the density of steam (kg/m*) 
W = the weight of the steam in the vessel (kg). 


Let us assume that the flow rate out of the vessel Q 
vessel: 


output 18 proportional to the internal pressure in the 
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where 
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FIGURE 3.5 Typical nuclear steam turbine. 
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FIGURE 3.6 Steam valve characteristics: (a) plug-diffuser valve and (b) butterfly-type valve. 
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FIGURE 3.7 The steam vessel. 


As the temperature in the vessel may be considered constant, 


dp op dP 
Fa oF 3.3 
dt OP dt oe 
Steam tables provide (dp / dP) functions. 
Finally, from Equation 3.1 through Equation 3.3, we obtain the following: 
AQ out ut 
Qinput = Qoutput =Ty ae (3.4) 
P., op 
Ty =v 3.5 
VO hap (3.5) 


Ty is the time constant of the steam vessel. With d/dt = s, the Laplace form of Equation 3.4 can be written 
as follows: 


Qourput _ 1 


= 3.6 
Qinput 1+ Ty Ss 


The first-order model of the steam vessel has been obtained. The shaft torque T,, in modern steam 
turbines is proportional to the flow rate: 


Tn = Ky, °Q (3.7) 
So the power P,, is: 
P,, = T,, Quy, = K,Q:2n,, (3.8) 
Example 3.1 


The reheater steam volume of a steam turbine is characterized by Q, = 200 kg/sec, V = 100 m3, P, 
= 4000 kPa, and dp/dP = 0.004. 


Calculate the time constant T, of the reheater and its transfer function. 


We use Equation 3.4 and Equation 3.5 and, respectively, Equation 3.6: 
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FIGURE 3.8 Single-reheat tandem-compound steam turbine. 


P 4 
Ty = Phy. P _ 4000 100 0.004 = 8.0 sec 
Q, dP 200 
Qoutput = 1 
Qinput 1+8-s 


Now consider the rather complete model of a single-reheat, tandem-compound steam turbine (Figure 
3.3). We will follow the steam journey through the turbine, identifying a succession of time delays/time 
constants. 

The MSV and RSV are not shown in Figure 3.8, as they intervene only in emergency conditions. 

The GVs modulate the steam flow through the turbine to provide for the required (reference) load 
(power)/frequency (speed) control. The GV has a steam chest where substantial amounts of steam are 
stored; and it is also found in the inlet piping. Consequently, the response of steam flow to a change in 
a GV opening exhibits a time delay due to the charging time of the inlet piping and steam chest. This 
time delay is characterized by a time constant T,,, in the order of 0.2 to 0.3 sec. 

The IVs are used for rapid control of mechanical power (they handle 70% of power) during overspeed 
conditions; thus, their delay time may be neglected in a first approximation. 

The steam flow in the IP and LP stages may be changed with an increase in pressure in the reheater. 
As the reheater holds a large amount of steam, its response-time delay is larger. An equivalent larger time 
constant T,,, of 5 to 10 sec is characteristic of this delay [4]. 

The crossover piping also introduces a delay that may be characterized by another time constant T,o. 

We should also consider that the HP, IP, and LP stages produce Fy», F,p, and F,» fractions of total 
turbine power such that 


Fup + Fp + Frp = 1 (3.9) 
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FIGURE 3.10 Steam turbine response to 0.1 (P.U.) 1 sec ramp change of GV opening. 


We may integrate these aspects of a steam turbine model into a structural diagram as shown in 
Figure 3.9. 

Typically, as already stated: F.,,= Fip = 0.3, Fp = 0.4, Toy = 0.2-0.3 sec, Tay = 5-9 sec, and Tyg = 
0.4—0.6 sec. 

In a nuclear-fuel steam turbine, the IP stage is missing (F,»= 0, F,» = 0.7), and Tp, and T,,, are notably 
smaller. As T,,, is largest, reheat turbines tend to be slower than nonreheat turbines. After neglecting T., 
and considering GV as linear, the simplified transfer function may be obtained: 


ATm —— (1+sFupTpar) 
AVoy 4 (1+ sToy)(1+sTru ) 


(3.10) 


The transfer function in Equation 3.10 clearly shows that the steam turbine has a straightforward 
response to GV opening. 

A typical response in torque (in per unit, P.U.) — or in power — to 1 sec ramp of 0.1 (P.U.) change 
in GV opening is shown in Figure 3.10 for T,, = 8 sec, Fyp = 0.3, and Toy = Teo = 0. 

In enhanced steam turbine models involving various details, such as IV, more rigorous representation 
counting for the (fast) pressure difference across the valve may be required to better model various 
intricate transient phenomena. 
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FIGURE 3.11 Speed relay: (a) configuration and (b) transfer function. 


3.4 Speed Governors for Steam Turbines 


The governor system of a turbine performs a multitude of functions, including the following [1-4]: 


+ Speed (frequency)/load (power) control: mainly through GVs 
* Overspeed control: mainly through the IV 

* Overspeed trip: through MSV and RSV 

* Start-up and shutdown control 


The speed/load (frequency/power) control (Figure 3.2) is achieved through the control of the GV to 
provide linearly decreasing speed with load, with a small speed drop of 3 to 5%. This function allows for 
paralleling generators with adequate load sharing. Following a reduction in electrical load, the governor 
system has to limit overspeed to a maximum of 120%, in order to preserve turbine integrity. Reheat-type 
steam turbines have two separate valve groups (GV and IV) to rapidly control the steam flow to the turbine. 

The objective of the overspeed control is set to about 110 to 115% of rated speed to prevent overspeed 
tripping of the turbine in case a load rejection condition occurs. 

The emergency tripping (through MSV and RSV — Figure 3.3 and Figure 3.5) is a protection solution 
in case normal and overspeed controls fail to limit the speed to below 120%. 

A steam turbine is provided with four or more GVs that admit steam through nozzle sections distrib- 
uted around the periphery of the HP stage. In normal operation, the GVs are open sequentially to provide 
better efficiency at partial load. During the start-up, all the GVs are fully open, and stop valves control 
steam admission. 

Governor systems for steam turbines evolve continuously. Their evolution mainly occurred from 
mechanical-hydraulic systems to electrohydraulic systems [4]. 

In some embodiments, the main governor systems activate and control the GV, while an auxiliary 
governor system operates and controls the IV [4]. A mechanical-hydraulic governor generally contains 
a centrifugal speed governor (controller), that has an effect that is amplified through a speed relay to 
open the steam valves. The speed relay contains a pilot valve (activated by the speed governor) and a 
spring-loaded servomotor (Figure 3.11a and Figure 3.11b). 

In electrohydraulic turbine governor systems, the speed governor and speed relay are replaced by 
electronic controls and an electric servomotor that finally activates the steam valve. 

In large turbines an additional level of energy amplification is needed. Hydraulic servomotors are used 
for the scope (Figure 3.12). By combining the two stages — the speed relay and the hydraulic servomotor 
— the basic turbine governor is obtained (Figure 3.13). 
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FIGURE 3.12 Hydraulic servomotor structural diagram. 
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FIGURE 3.13 Basic turbine governor. 
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FIGURE 3.14 Generic electrohydraulic governing system. 


For a speed drop of 4% at rated power, K,, = 25 (Figure 3.12). A similar structure may be used to 
control the IV [2]. 

Electrohydraulic governor systems perform similar functions, but by using electronics control in the 
lower power stages, they bring more flexibility, and a faster and more robust response. They are provided 
with acceleration detection and load power unbalance relay compensation. The structure of a generic 
electrohydraulic governor system is shown in Figure 3.14. Notice the two stages in actuation: the elec- 
trohydraulic converter plus the servomotor, and the electronic speed controller. 

The development of modern nonlinear control (adaptive, sliding mode, fuzzy, neural networks, H.,, 
etc.) [5] led to the recent availability of a wide variety of electronic speed controllers or total steam 
turbine-generator controllers [6]. These, however, fall beyond the scope of our discussion here. 


3.5 Gas Turbines 


Gas turbines burn gas, and that thermal energy is then converted into mechanical work. Air is used as 
the working fluid. There are many variations in gas turbine topology and operation [1], but the most 
used one seems to be the open regenerative cycle type (Figure 3.15). 

The gas turbine in Figure 3.14 consists of an air compressor (C) driven by the turbine (T) and the 
combustion chamber (CH). The fuel enters the combustion chamber through the GV, where it is mixed 
with the hot-compressed air from the compressor. The combustion product is then directed into the 
turbine, where it expands and transfers energy to the moving blades of the gas turbine. The exhaust gas 
heats the air from the compressor in the heat exchanger. The typical efficiency of a gas turbine is 35%. 
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FIGURE 3.15 Open regenerative cycle gas turbine. 


More complicated cycles, such as compressor intercooling and reheating or intercooling with regeneration 
and recooling, are used for further (slight) improvements in performance [1]. 

The combined- and steam-cycle gas turbines were recently proven to deliver an efficiency of 55% or 
even slightly more. The generic combined-cycle gas turbine is shown in Figure 3.16. 

The exhaust heat from the gas turbine is directed through the heat recovery boiler (HRB) to produce 
steam, which, in turn, is used to produce more mechanical power through a steam turbine section on 
the same shaft. With the gas exhaust exiting the gas turbine above 500°C and supplementary fuel burning, 
the HRB temperature may rise further than the temperature of the HP steam, thus increasing efficiency. 
Additionally, some steam for home (office) heating or process industries may be delivered. 

Already in the tens of MW, combined-cycle gas turbines are becoming popular for cogeneration in 
distributed power systems in the MW or even tenths and hundreds of kilowatts per unit. Besides efficiency, 
the short construction time, low capital cost, low SO, emission, little staffing necessary, and easy fuel 
(gas) handling are all main merits of combined-cycle gas turbines. Their construction at very high speeds 
(tens of krpm) up to the 10 MW range, with full-power electronics between the generator and the 
distributed power grid, or in stand-alone operation mode at 50(60) Hz, make the gas turbines a way of 
the future in this power range. 


3.6 Diesel Engines 


Distributed electric power systems, with distribution feeders at approximately 12 kV, standby power sets 
ready for quick intervention in case of emergency or on vessels, locomotives, or series or parallel hybrid 
vehicles, and power-leveling systems in tandem with wind generators, all make use of diesel (or internal 
combustion) engines as prime movers for their electric generators. The power per unit varies from a few 
tenths of a kilowatt to a few megawatts. 

As for steam or gas turbines, the speed of a diesel-engine generator set is controlled through a speed 
governor. The dynamics and control of fuel—air mix admission are very important to the quality of the 
electric power delivered to the local power grid or to the connected loads, in stand-alone applications. 


3.6.1 Diesel-Engine Operation 


In four-cycle internal combustion engines [7], and the diesel engine is one of them, with the period of 
one shaft revolution T,,) = 1/n (nis the shaft speed in rev/sec), the period of one engine power stroke T,, is 


© 2006 by Taylor & Francis Group, LLC 


Prime Movers 3-13 


Exhaust 


Fuelin Heat recovery 
boiler 


Xen HRB = 


Y ry 
Air inlet a Y se | 
Gas Steam 
ic turbine turbine 
(T) (T) 


FIGURE 3.16 Combined-cycle unishaft gas turbine. 


(eee (3.11) 


The frequency of power stroke fp, is as follows: 


1 
fros=—— (3.12) 
PS Tt 


For an engine with N, cylinders, the number of cylinders that fire each revolution, N,, is 


N,=— (3.13) 


The cylinders are arranged symmetrically on the crankshaft, so that the firing of the N;, cylinders is 
uniformely spaced in angle terms. Consequently, the angular separation (8,) between successive firings 
in a four-cycle engine is as follows: 


= (3.14) 


The firing angles for a twelve-cylinder diesel engine are illustrated in Figure 3.17a, while the two- 
revolution sequence is intake (I), compression (C), power (P), and exhaust (E) (Figure 3.17b). The twelve- 
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FIGURE 3.17 Twelve-cylinder four-cycle diesel engine: (a) configuration and (b) sequence. 


FIGURE 3.18 Twelve-cylinder engine timing. 


cylinder timing is shown in Figure 3.18. There are three cylinders out of twelve firing simultaneously at 
steady state. The resultant shaft torque of one cylinder varies with shaft angle, as shown in Figure 3.19. 
The compression torque is negative, while during the power cycle, it is positive. With twelve cylinders, 
the torque will have much smaller pulsations, with twelve peaks over 720° (period of power engine stroke) 
— see Figure 3.20. Any misfire in one or a few of the cylinders would produce severe pulsations in the 
torque that would reflect as a flicker in the generator output voltage [8]. 

Large diesel engines generally have a turbocharger (Figure 3.21) that notably influences the dynamic 
response to perturbations by its dynamics and inertia [9]. The turbocharger is essentially an air com- 
pressor that is driven by a turbine that runs on the engine exhaust gas. The compressor provides 
compressed air to the engine cylinders. The turbocharger works as an energy recovery device with about 
2% power recovery. 


3.6.2 Diesel-Engine Modeling 


A diagram of the general structure of a diesel engine with turbocharger and control is presented in 
Figure 3.22. 
The following are the most important components: 


+ The actuator (governor) driver that appears as a simple gain K,. 
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FIGURE 3.20 P.U. torque vs. shaft angle in a 12-cylinder ICE (internal combustion engine). 


+ The actuator (governor) fuel controller that converts the actuator’s driver into an equivalent fuel 
flow, ®. This actuator is represented by a gain K, and a time constant (delay) T,, which is dependent 
on oil temperature, and an aging-produced backlash. 

+ The inertias of engine J,, turbocharger J;, and electric generator (alternator) J,. 

* The flexible coupling that mechanically connects the diesel engine to the alternator (it might also 
contain a transmission). 

* The diesel engine is represented by the steady-state gain K, — constant for low fuel flow ® and 
saturated for large ®, multiplied by the equivalence ratio factor (erf) and by a time constant T,. 

+ The erf depends on the engine equivalence ratio (eer), which, in turn, is the ratio of fuel/air 
normalized by its stoichiometric value. A typical variation of erf with eer is shown in Figure 3.22. 
In essence, erf is reduced, because when the ratio of fuel/air increases, incomplete combustion 
occurs, leading to low torque and smoky exhaust. 

+ The dead time of the diesel engine is composed of three delays: the time elapsed until the actuator 
output actually injects fuel into the cylinder, fuel burning time to produce torque, and time until 
all cylinders produce torque at the engine shaft: 
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FIGURE 3.22 Diesel engine with turbocharger and controller. 


© 2006 by Taylor & Francis Group, LLC 


disturbance 


Prime Movers 3-17 


B 
(eh (3.15) 
Ne Nz 


where n, is the engine speed. 
The turbocharger acts upon the engine in the following ways: 


+ It draws energy from the exhaust to run its turbine; the more fuel in the engine, the more exhaust 
is available. 

+ It compresses air at a rate that is a nonlinear function of speed; the compressor is driven by the 
turbine, and thus, the turbine speed and ultimate erf in the engine are influenced by the airflow rate. 

+ The turbocharger runs freely at high speed, but it is coupled through a clutch to the engine at low 
speeds, to be able to supply enough air at all speeds; thus, the system inertia changes at low speeds, 
by including the turbocharger inertia. 


Any load change leads to transients in the system pictured in Figure 3.22 that may lead to oscillations 
due to the nonlinear effects of fuel—air flow — equivalence ratio factor — inertia. As a result, there will 
be either too little or too much air in the fuel mix. In the first case, smoky exhaust will be apparent. In 
the second situation, not enough torque will be available for the electric load, and the generator may 
pull out of synchronism. This situation indicates that proportional integral (PI) controllers of engine 
speed are not adequate, and nonlinear controllers (adaptive, variable structure, etc.) are required [10]. 

A higher-order model may be adopted both for the actuator [11, 12] and for the engine [13] to better 
simulate in detail the diesel-engine performance for transients and control. 


3.7. Stirling Engines 


Stirling engines are part of the family of thermal engines: steam turbines, gas turbines, spark-ignited 
engines, and diesel engines. They were already described briefly in this chapter, but it is time now to 
dwell a little on the thermodynamic engine cycles to pave the way for our discussion on Stirling engines. 


3.7.1 Summary of Thermodynamic Basic Cycles 


The steam engine, invented by James Watt, is a continuous combustion machine. Subsequently, the steam 
is directed from the boiler to the cylinders (Figure 3.23a and Figure 3.23b). The typical four steps of the 
steam engine (Figure 3.23a) are as follows: 


Isochoric compression (1-1’) followed by isothermal expansion (1’—2): The hot steam enters the 
cylinder through the open valve at constant volume; it then expands at constant temperature. 
Isotropic expansion: Once the valve is closed, the expansion goes on until the maximum volume 
is reached (3). 

Isochoric heat regeneration (3-3) and isothermal compression (3’—4): The pressure drops at 
constant volume, and then the steam is compressed at constant temperature. 

Isentropic compression takes place after the valve is closed and the gas is mechanically compressed. 
An approximate formula for thermal efficiency Nj, is as follows [13]: 


p< '(K -1)(1+Inp) 


: (3.16) 
eX" (x-1)+(K-DInp 


Nin = 1 


where 
€ = V,/V, is the compression ratio 
p = V,/V, = V,/V, is the partial compression ratio 
x = p,’/p, is the pressure ratio 
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FIGURE 3.23 The steam engine “cycle”: (a) the four steps and (b) PV diagram. 
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FIGURE 3.24 Brayton cycle for gas turbines: (a) PV diagram and (b) TS diagram. 


For p = 2,x = 10, K = 1.4, and € = 3, ny, = 31%. 

The gas turbine engine fuel is also continuously combusted in combination with precompressed air. 
The gas expansion turns the turbine shaft to produce mechanical power. The gas turbines work on a 
Brayton cycle (Figure 3.24a and Figure 3.24b). The four steps of a Brayton cycle are as follows: 


* Isentropic compression 

* Isobaric input of thermal energy 

+ Isentropic expansion (work generation) 
* Isobaric thermal energy loss 


Similarly, with T,/T, = T,/T; for the isentropic steps, and the injection ratio p = T;/T,, the thermal 
efficiency N,, is as follows: 
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eee (3.17a) 
pT, 
With ideal, complete, heat recirculation: 
1 
Nin =1-= (3.17b) 
p 


Gas turbines are more compact than other thermal machines; they are easy to start and have low 
vibration, but they also have low efficiency at low loads (p small) and tend to have poor behavior during 
transients. 

The spark-ignition (Otto) engines work on the cycle shown in Figure 3.25a and Figure 3.25b. The 
four steps are as follows: 


* Isentropic compression 

* Isochoric input of thermal energy 

* Isentropic expansion (kinetic energy output) 
* Isochoric heat loss 


The ideal thermal efficiency Ny, is 


1 
Tugel cape (3.18) 
where 
i vey 
ee = (3.19) 
TI, T, Vy eo 


for isentropic processes. With a high compression ratio (say € = 9) and the adiabatic coefficient K = 1.5, 
Nin = 0.66. 


pa Ta 
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ny 
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FIGURE 3.25 Spark-ignition engines: (a) PV diagram and (b) TS diagram. 
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The diesel-engine cycle is shown in Figure 3.26. During the downward movement of the piston, an 
isobaric state change takes place by controlled injection of fuel: 


Ve Ae 
ye 
(3.20) 
1 1p*-1 
Nin K-1_ p 
€ K p-l 


Efficiency decreases when load p increases, in contrast to spark-ignition engines for the same €. Lower 
compression ratios (€) than those for spark-ignition engines are characteristic of diesel engines so as to 
obtain higher thermal efficiency. 


3.7.2 The Stirling-Cycle Engine 


The Stirling engine (developed in 1816) is a piston engine with continuous heat supply (Figure 3.27a 
through Figure 3.27c). In some respects, the Stirling cycle is similar to the Carnot cycle (with its two 
isothermal steps). It contains two opposed pistons and a regenerator in between. The regenerator is 
made in the form of strips of metal. One of the two volumes is the expansion space kept at a high 
temperature T,,,.. while the other volume is the compression space kept at a low temperature T,,;,. 
Thermal axial conduction is considered negligible. Suppose that the working fluid (all of it) is in the 
cold compression space. 

During compression (steps 1 to 2), the temperature is kept constant because heat is extracted from 
the compression space cylinder to the surroundings. 

During the transfer step (steps 2 to 3), both pistons move simultaneously; the compression piston 
moves toward the regenerator, while the expansion piston moves away from it. So, the volume stays 
constant. The working fluid is, consequently, transferred through the porous regenerator from compres- 
sion to expansion space and is heated from T,,,,, to T,,,,- AN increase in pressure also takes place between 


steps 2 and 3. In the expansion step (3 to 4), the expansion piston still moves away from the regenerator, 
but the compression piston stays idle at an inner dead point. The pressure decreases, and the volume 
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FIGURE 3.27 The Stirling engine: (a) mechanical representation and (b) and (c) the thermal cycle. 


increases, but the temperature stays constant, because heat is added from an external source. Then, again, 

a transfer step (step 4 to step 1) occurs, with both pistons moving simultaneously to transfer the working 

fluid (at constant volume) through the regenerator from the expansion to the compression space. Heat 

is transferred from the working fluid to the regenerator, which cools at T,,,,, in the compression space. 
The ideal thermal efficiency N),, is as follows: 


Pe: 


min 


Tinax 


Nin =1- (3.21) 
So, it is heavily dependent on the maximum and minimum temperatures, as is the Carnot cycle. 
Practical Stirling-type cycles depart from the ideal. The practical efficiency of Stirling-cycle engines is 
much lower: Ny, < Ny,Ky, (Ky, < 0.5, in general). 
Stirling engines may use any heat source and can use various working fuels, such as air, hydrogen, or 
helium (with hydrogen the best and air the worst). Typical total efficiencies vs. high pressure/liter density 
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FIGURE 3.28 Efficiency/power density of Stirling engines. 
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FIGURE 3.29 Power/speed curves: (a) the Stirling engine and (b) the electric generator. 


are shown in Figure 3.28 [14] for three working fluids at various speeds. As the power and speed go up, 
the power density decreases. Methane may be a good replacement for air for better performance. 
Typical power/speed curves of Stirling engines with pressure p are shown in Figure 3.29a. And, the 
power/speed curves of a potential electric generator, with speed, and voltage V as a parameter, appear in 
Figure 3.29b. The intersection at point A of the Stirling engine and the electric generator power/speed 
curves looks clearly like a stable steady-state operation point. There are many variants for rotary-motion 


Stirling engines [14]. 


3.7.3. Free-Piston Stirling Engines Modeling 


Free-piston linear-motion Stirling engines were recently developed (by Sunpower and STC companies) 
for linear generators for spacecraft or home electricity production (Figure 3.30) [15]. 
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FIGURE 3.30 Linear Stirling engine with free-piston displacer mover. 


The dynamic equations of the Stirling engine (Figure 3.30) are as follows: 


M,X,+D,X,=Aj(P, - P) (3.22) 
for the normal displacer, and 
eo e oP 
M, Xp+D, Xpt Fin +K)X> +(A-Aa)5 Xa =0 (3.23) 


for the piston, where 

A, = the displacer rod area (m7) 

D, = the displacer damping constant (N/msec) 
P, = the gas spring pressure (N/m?) 
P = the working gas pressure (N/m?) 

D, = the piston damping constant (N/msec) 
X, = the displacer position (m) 

X, = the power piston position (m) 
A = the cylinder area (m7?) 

M, = the displacer mass (kg) 

M, = the power piston mass (kg) 

F., = the electromagnetic force (of linear electric generator) (N) 


Equation 3.22 through Equation 3.23 may be linearized as follows: 


My Xqat+ Dy Xq=—-KaXq-A,X, ( ) 
3.24 


M,Xp+D, X pt Fam =—KpXp—OrXq 
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FIGURE 3.31 Free-piston Stirling engine dynamics model. 
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where I is the generator current. 

The electric circuit correspondent of Equation 3.25 is shown in Figure 3.31. 

The free-piston Stirling engine model in Equation 3.25 is a fourth-order system, with X ox a,Xp x p 
as variables. Its stability when driving a linear permanent magnet (PM) generator will be diccined in 
Chapter 12 of Variable Speed Generators, dedicated to linear reciprocating electric generators. It suffices 
to say here that at least in the kilowatt range, such a combination was proven stable in stand-alone or 
power-grid-connected electric generator operation modes. 

The merits and demerits of Stirling engines are as follows: 


* Independent from heat source: fossil fuels, solar energy 

+ Very quiet 

+ High theoretical efficiency; not so large in practice yet, but still 35 to 40% for T,,,, = 800°C and 
C2 =40C 

* Reduced emissions of noxious gases 

* High initial costs 

* Conduction and storage of heat are difficult to combine in the regenerator 

* Materials have to be heat resistant 

* Heat exchanger is needed for the cooler for high efficiency 

+ Not easy to stabilize 


A general qualitative comparison of thermal engines is summarized in Table 3.2. 


3.8 Hydraulic Turbines 


Hydraulic turbines convert the water energy of rivers into mechanical work at the turbine shaft. River 
water energy and tidal (wave) sea energy are renewable. They are the results of water circuits and are 
gravitational (tide energy) in nature, respectively. Hydraulic turbines are one of the oldest prime movers 
used by man. 

The energy agent and working fluid is water, in general, the kinetic energy of water (Figure 3.32). 
Wind turbines are similar, but the wind/air kinetic energy replaces the water kinetic energy. Wind turbines 
will be treated separately, however, due to their many particularities. Hydraulic turbines are, generally, 
only prime movers, that is, motors. There are also reversible hydraulic machines that may operate either 
as turbines or as pumps. They are also called hydraulic turbine pumps. There are hydrodynamic trans- 
missions made of two or more conveniently mounted hydraulic machines in a single frame. They play 
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TABLE 3.2 
Parameter Combustion Dynamic 
Thermal Engine Type Efficiency Quietness Emissions Fuel Type Starting § Response 
Steam turbines Continuous Poor Not so Low Multifuel Slow Slow 
good 
Gas turbines Continuous Good at full Good Reduced Independent Easy Poor 
loads, low at 
low load 
Stirling engines Continuous High in theory, Very Very low Independent N/A Good 
lower so far good 
Spark-ignition Discontinuous Moderate Rather Still large | One type Fast Very good 
engines bad 
Diesel engines Discontinuous Good Bad Larger One type Rather Good 
fast 
Forbay 
Hydraulic 37 
turbine 
H (head) 
H Penstock 
J) Wicket gate 
FIGURE 3.32 Hydropower plant schematics. 
TABLE 3.3. Hydraulic Turbines 
Turbine Type Head Inventor Trajectory 
Tangential Impulse >300m___— Pelton (P) Designed in the transverse plane 
Radial-axial Reaction <50m__ Francis (F) Bent into the axial plane 
Axial Reaction (propeller) <50m__ Kaplan (K), Strafflo (S), Bent into the axial plane 


Bulb (B) 


the role of mechanical transmissions but have active control. Hydrodynamic transmissions fall beyond 
our scope here. 

There are two main types of hydraulic turbines: impulse turbines for heads above 300 to 400 m, and 
reaction turbines for heads below 300 m. A more detailed classification is related to the main direction 
of the water particles in the rotor zone: bent axially or transverse to the rotor axis or related to the 
inventor (Table 3.3). In impulse turbines, the run is at atmospheric pressure, and all pressure drops occur 
in the nozzles, where potential energy is turned into kinetic energy of water which hits the runner. In 
reaction turbines, the pressure in the turbine is above the atmospheric pressure; water supplies energy 
in both potential and kinetic forms to the runner. 


3.8.1 Hydraulic Turbines Basics 


The terminology in hydraulic turbines is related to variables and characteristics [16]. The main variables 
are of geometrical and functional types: 


* Rotor diameter: D, (m) 
* General sizes of the turbine 
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+ Turbine gross head: H, (m) 
* Specific energy: Y; = gH, (J/kg) 
* Turbine input flow rate: Q (m?/sec) 
+ Turbine shaft torque: T,; (Nm) 
* Turbine shaft power: P; (W [kW, MW]) 
+ Rotor speed: Q,, (rad/sec) 
+ Liquid (rotor properties): 
+ Density: p (kg/m*) 
* Cinematic viscosity: v (m/sec) 
* Temperature: T (°C) 
+ Elasticity module: E (N/m?) 


The main characteristics of a hydraulic turbine are generally as follows: 


+ Efficiency: 


(3.26) 


* Specific speed ns: 


a Py -0.736 

Ns = Oe (3.27) 
with nm equal to rotor speed in revolutions per minute, P; is measured in kilowatts, and H, in 
meters. The specific speed corresponds to a turbine that for a head of 1 m produces 1 HP 
(0.736 kW). 

* Characteristic speed nc: 


_nQ (3.28) 


= stpm 
Hi 


c 


n equals the rotor speed in revolutions per minute, Q equals the flow rate in cubic meters per 
second, and H, is measured in meters. 
* Reaction rate y: 


Pi- P2 
y= (3.29) 
pgHr 


where p,, p, are the water pressures right before and after the turbine rotor. y = 0 for Pelton 
turbines; (p, = p,) for zero-reaction (impulse) turbines; and 0 < y < 1 for radial—axial and axial 


turbines (Francis, Kaplan turbines). 
* Cavitation coefficient 6,: 


— (3.30) 


with Ah, equal to the net positive suction head. 
It is good for 6, to be small, o, = 0.01 — 0.1. It increases with n, and decreases with H,. 
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* Specific weight G,,: 


G = N/kW (3.31) 


T 


2p 


with G,; equal to the turbine mass x g, in N. 
In general G,, ~ 70 — 150 N/kW. 


Generally, the rotor diameter D, = 0.2 — 12 m, the head H; = 2 — 2000 m, the efficiency at full load 
is Ny = 0.8 — 0.96, the flow rate Q = 10-3 — 10° m/sec, and rotor speed is n ~ 50 — 1000 rpm. 

Typical variations of efficiency [16] with load are given in Figure 3.33. The maximum efficiency [16] 
depends on the specific speed n; and on the type of turbine (Figure 3.34). 

The specific speed is a good indicator of the best type of turbine for a specific hydraulic site. In general, 
Ncont = 2 — 64 for Pelton turbines, n; = 50 — 500 for Francis turbines, and ns = 400 — 1700 for Kaplan 
turbines. The specific speed n; could be changed by changing the rotor speed n, the total power division 
in multiple turbines rotors or injectors, and the turbine head. The tendency is to increase ng in order to 
reduce turbine size, by increasing rotor speed, at the costs of higher cavitation risk. 
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FIGURE 3.33 Typical efficiency/load for Pelton, Kaplan, and Francis turbines. 
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FIGURE 3.34 Maximum efficiency vs. specific speed. 
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FIGURE 3.35 Hydraulic turbine topology: (a) Pelton type, (b) Francis type, and (c) Kaplan type. 


As expected, the efficiency of all hydraulic turbines tends to be high at rated load. At part load, Pelton 
turbines show better efficiency. The worst at part load is the Francis turbine. It is, thus, the one more 
suitable for variable speed operation. Basic topologies for Pelton, Francis, and Kaplan turbines are shown 
in Figure 3.35a through Figure 3.35c. 

In the high-head impulse (Pelton) turbine, the high-pressure water is converted into high-velocity 
water jets by a set of fixed nozzles. The high-speed water jets hit the bowl-shaped buckets placed around 
the turbine runner, and mechanical torque is produced at the turbine shaft. The area of the jet is 
controlled by a needle placed in the center of the nozzle. The needle is actuated by the turbine governor 
(servomotor). In the event of sudden load reduction, the water jet is deflected from the buckets by a jet 
deflector (Figure 3.35a). 

In contrast, reaction (radial—axial) or Francis hydraulic turbines (Figure 3.35b) use lower head and 
high volumes of water, and run at lower speeds. The water enters the turbine from the intake passage or 
penstock, goes through a spiral chamber, then passes through the movable wicket gates onto the turbine 
runner, and then, through the draft tube, goes to the tail water reservoir. The wicket gates have their axes 
parallel to the turbine axis. In Francis turbines, the upper ends of the rotor blades are tightened to a 
crown and the lower ends to a band. 

At even lower head, in Kaplan hydraulic turbines, the rotor blades are adjustable through an oil 
servomotor placed within the main turbine shaft. 
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3.8.2 A First-Order Ideal Model of Hydraulic Turbines 


Usually, in system stability studies, with the turbine coupled to an electrical generator connected to a 
power grid, a simplified (classical) model of the hydraulic turbine is used. Such a model assumes that 
water is incompressible, the penstock is inelastic, the turbine power is proportional to the product of 
head and volume flow (volume flow rate), and the velocity of water varies with the gate opening and 
with the square root of net head [2]. 

There are three fundamental equations to consider: 


+ Water velocity u equation in the penstock 
+ Turbine shaft (mechanical) power equation 
+ Acceleration of water volume equation 


According to the above assumptions, the water velocity in the penstock u is 


u=K,GVH (3.32) 


where 
G = the gate opening 
H = the net head at the gate 


Linearizing this equation and normalizing it to rated quantities (up = K,,Go./ Hy ) yields the following: 


AU AH AG 
a + — 


= (3.33) 
U, 2H, G 
The turbine mechanical power P,,, is written 
P, =K,HU (3.34) 
After normalization (P,,.o = K,H)U,) and linearization, Equation 3.34 becomes 
Bn Ot Oe (3.35) 
Py Ay Uy 
dug AED AU : . : ; : 
Substituting ie. or a from Equation 3.33 into Equation 3.35 yields the following: 
0 0 
AF =15 an + ele (3.36) 


and finally, 


24 2 (3.37) 


The water column that accelerates due to change in head at the turbine is described by its motion 
equation: 


pla 0 =—A(pg)AH (3.38) 
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where 
p = the mass density 
L = the conduit length 
A = the pipe area 
g = the acceleration of gravity 


By normalization, Equation 3.38 becomes 


fe OU (3.39) 
dt Uy Hy 
where 
f= Ue (3.40) 
8H 


is the water starting time. It depends on load, and it is in the order of 0.5 sec to 5 sec for full load. 
Replacing d/dt with the Laplace operator, from Equation 3.33 and Equation 3.39, one obtains the 
following: 


au 
Uy 1 
(3.41) 
A 
AG 14 
Gy 
AP 
P. 1—Ty +s 
AG cat (3.42) 
— 14+-"s 
Go 2 


The transfer functions in Equation 3.41 and Equation 3.42 are shown in Figure 3.36. The power/gate 
opening transfer function (Equation 3.42) has a zero in the right s plane. It is a nonminimum phase 
system that cannot be identified completely by investigating only its amplitude from its amplitude/ 
frequency curve. 

For a step change in gate opening, the initial and final value theorems yield the following: 


AP. 1 1-T 
7 (0) =lims _ 2 (3.43) 
: a Sq its 
2 
AP . 1-T 
(ce) = lim a =1.0 (3.44) 
a ee Ts 
2 
AU AP in 


Py 
(l=Ty-S) [-* > 


FIGURE 3.36 The linear ideal model of hydraulic turbines in P.U.. 
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The time response to such a gate step opening is 


APn (4) = (1 3¢-2t"tw \AG 
- (t)=(1- 302" == (3.45) 


0 0 


After a unit step increase in gate opening, the mechanical power goes first to a —2 P.U. value and only 
then increases exponentially to the expected steady state value of 1 P.U. This is due to water inertia. 

Practice has shown that this first-order model hardly suffices when the perturbation frequency is higher 
than 0.5 rad/sec. The answer is to investigate the case of the elastic conduit (penstock) and compressible 
water where the conduit of the wall stretches at the water wave front. 


3.8.3 Second- and Higher-Order Models of Hydraulic Turbines 


We start with a slightly more general small deviation (linear) model of the hydraulic turbine [17]: 


g=ayhta nt+a3z 
(3.46) 
M, =a, h+aynt ayZ 


where 
q = the volume flow 
h = the net head 
n = the turbine speed 
z = the gate opening m,— shaft torque 


All variables are measured in P.U. values. As expected, the coefficients @),, 4,2, 13) Ay15 92) 43 vary with 
load and other changes. To a first approximation, a,) ~ ay, ~ 0, and, with constant a; coefficients, the 
first-order model is reclaimed. 

Now, if the conduit is considered elastic and water as compressible, the wave equation in the conduit 
may be modeled as an electric transmission line that is open circuited at the turbine end and short- 
circuited at forebay. 

Finally, the incremental head and volume flow rate h(s)/q(s) transfer function of the turbine is as 
follows [2]: 


OD ae enon ae F) (3.47) 
qs) T, 
where 
F = the friction factor 
T, = the elastic time constant of the conduit 
conduit _length: L 
T, = re sa=/¢/0 3.48 
wave _ velocity : a ‘3 g ( ) 
1 OD 
a= Sa ees 3.49 
oe Kf (3.49) 
where 


p = the water density 
g = the acceleration of gravity 
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f = the thickness of the conduit wall 

D = the conduit diameter 

K = the bulk modulus of water compression 

E = the Young’s modulus of elasticity for the pipe material 


Typical values of a are around 1200 m/sec for steel conduits and around 1400 m/sec for rock tunnels. 
T, is in the order of fractions of a second and is larger for larger penstocks (Pelton turbines). 

If we now introduce Equation 3.41 and Equation 3.42 in Equation 3.47, the power AP,,(s) to gate 
opening Az(s) in P.U. transfer functions is obtained: 


AP 1-2 tanh(T,-5+F) 
G(s)=—"(s)= 7 (3.50) 


Ae 1+ tanh(T,-s+F) 
2T, 
Alternatively, from Equation 3.46, 
1-4, — TY tanh(T, “st F) 
' AP,, T, 
G'(s)= (s)= £ (3.51) 


Tw 
1+0.5q,+ tanh( T,-s+F 
oy ( ) 


e 


where q, accounts for friction. 
With F = q, = 0, Equation 3.50 and Equation 3.51 degenerate into the first-order model provided tanh 
T., = T,, that is, for very low frequencies: 


1-Ty- 
EQe— (3.52) 
14+—“.s5 
2 
The frequency response (s = j@) of Equation 3.50 with F = 0 is shown in Figure 3.37. 
Now, we may approximate the hyperbolic function with truncated Taylor series [18]: 
tanh(T, -s)= =e 
T,-s 
4B] 
(3.53) 


(T-s) —2Ty-s+2 
(T,-s) +Ty-s+2 


G,(s)= 


Figure 3.37 shows comparative results for G(s), G,(s), and G,(s) for T, = 0.25 sec and T,, = 1 sec. 
The second-order transfer function (Figure 3.38) performs quite well to and slightly beyond the first 
maximum, which occurs in our case at 


O= sie 6.28 rad/sec 
2T. 


e 


It is, however, clear that well beyond this frequency, a higher-order approximation is required. 
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FIGURE 3.37 Higher-order hydraulic turbine frequency response. 
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FIGURE 3.38 The second-order model of hydraulic turbines (with zero friction). 
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FIGURE 3.39 Hydraulic plant with surge tank. 


Such models can be obtained with advanced curve-fitting methods applied to G,(s) for the frequency 
range of interest [19,20]. 


The presence of a surge tank (Figure 3.39) in some hydraulic plants calls for a higher-order model. 


The wave (transmission) line equations apply now both for tunnel and penstock. Finally, the tunnel 
and surge tank can be approximated to F;,(s) [2]: 
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ts: T, h 
R(s)=_—#*" we __=_“s 
1+s-T,-g.+s°TwcTs U, 
tanh( T,, -s) =T,,-s (3.54) 
z, = iwc 
L, 


where 
T,, = the elastic time constant of the tunnel 
Twc = the water starting time in the tunnel 
q, = the surge tank friction coefficient 
hs = the surge tank head 
U, = the upper penstock water speed 
T, = the surge tank riser time (T; = 600 — 900 sec) 


Now for the penstock, the wave equation yields (in P.U.) the following: 


h, =h, sech(T,, -s)— Z,U, tanh(T,, -s)—q,U, 


h, . (3.55) 
U, =U, cosh(T;, -s)+ z, sn (Te -s) 
where 
Sg Twp 
Z, = the hydraulic impedance of the penstock| Z, = 
@ 
qp = the friction coefficient in the penstock 
T,, = the penstock elastic time 
Twp = the penstock water starting time 
h, = the riser head 
h, = the turbine head 
The overall water velocity U, to head at turbine h, ratio is as follows [2]: 
U 1+ A(s)xtanh{ T,, -s)/Z 
F(s) Pp ( i( ) ( P ) “| (3.56) 
h, dp + F(s)+ Zp tanh(T,, -s) 
The power differential is written 
P,, =U,h, in BU. (3.57) 


F(s) now represents the hydraulic turbine with wave (hammer) and surge tank effects considered. 

If we add Equation 3.32, which ties the speed at turbine head and gate opening to Equation 3.56 and 
Equation 3.57, the complete nonlinear model of the hydraulic turbine with penstock and surge tank 
effects included (Figure 3.40) is obtained. 

Notice that gq and g,, are the full-load and no-load actual gate openings in P.U. 

Also, hy is the normalized turbine head, U, is the normalized water speed at the turbine, Uy, is the 
no-load water speed at the turbine, 0, is the shaft speed, P,,, is the shaft power, and m, is the shaft torque 
differential in P.U. values. 
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FIGURE 3.40 Nonlinear model of hydraulic turbine with hammer and surge tank effects. 


The nonlinear model in Figure 3.40 may be reduced to a high-order (three or more) linear model 
through various curve fittings applied to the theoretical model with given parameters. Alternatively, 
frequency response tests may be fitted to a third-order, fourth-order, and so forth, linear system for 
preferred frequency bands [21]. 

As the nonlinear complete model is rather involved, the question arises as to when it should be used. 
Fortunately, only in long-term dynamic studies is it mandatory. 

For governor timing studies, as the surge tank natural period (T,) is of the order of minutes, its 
consideration is not necessary. Further on, the hammer effect should be considered, but the second-order 
model suffices. 

In transient stability studies, again, the hammer effect should be considered. 

For small-signal stability studies, linearization of the turbine penstock model (second-order model) 
may also be adequate, especially in plants with long penstocks. 


3.8.4 Hydraulic Turbine Governors 


In principle, hydraulic turbine governors are similar to those used for steam and gas turbines. They are 
mechanohydraulic or electrohydraulic. In general, for large power levels, they have two stages: a pilot 
valve servomotor and a larger power gate-servomotor. A classical system with speed control and good 
performance is shown in Figure 3.41. 


Tpy = the pilot valve with servomotor time constant (0.05 sec) 
Toy = the main (gate) servomotor time constant (0.2 sec) 
Ky, = the servo (total) gain (5) 
Rnax open = the maximum gate opening rate ~ 0.15 P.U./sec 
Rinax close = the maximum closing rate =~ 0.15 P.U./sec 
Tr = the reset time (5 sec) 
R, = the permanent drop (0.04) 
R, = the transient drop (0.4) 


Numbers in parentheses above are sample data [2] given only to get a feeling for magnitudes. 
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FIGURE 3.41 Typical (classical) governor for hydraulic turbines. 
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A few remarks on the model in Figure 3.41 are in order: 


+ The pilot—valve servomotor (lower power stage of governor) may be mechanical or electric; electric 
servomotors tend to provide faster and more controllable responses. 

+ Water is not very compressible; thus, the gate motion has to be gradual; near the full closure, even 

slower motion is required. 

Deadband effects are considered in Figure 3.41, but their identification is not an easy task. 

+ Stable operation during system islanding (stand-alone operation mode of the turbine—generator 
system) and acceptable response quickness and robustness under load variations are the main 
requirements that determine the governor settings. 


: The presence of a transient compensation drop is mandatory for stable operation. 

For islanding operation, the choice of temporary drop R; and reset time T, is essential; they are 
related to water starting time constant Ty, and mechanical (inertia) time constant of the tur- 
bine-generator set T,,. Also, the gain Ky, should be high. 

+ According to Reference [2], 


Ry =[23-(Ty -1.0)0.15}* 


M 


Ta =[5.0-(Ty —1.0)0.5 |Ty oe 


25, 


(s) 


where 
J(kgm?) = the turbine/generator inertia 
@, = the rated angular speed (rad/sec) 
Sy = the rated apparent power (VA) of the electrical generator 


+ In hydraulic turbines where wicket gates (Figure 3.41) are also used, the governor system has to 
control their motion also, basing its control on an optimization criterion. 


The governing system becomes more involved. The availability of high-performance nonlinear motion 
controllers (adaptive, variable structure, fuzzy logic, or artificial neural networks) and of various powerful 
optimization methods [22] puts the governor system control into a new perspective (Figure 3.42). 

Though most such advanced controllers have been tried on thermal prime movers and, especially, on 
power system stabilizers that usually serve only the electric generator excitation, the time for compre- 
hensive digital online control of the whole turbine generator system seems ripe [23, 24]. Still, problems 
with safety could delay their aggressive deployment; not for a long time, though, we think. 


3.8.5 Reversible Hydraulic Machines 


Reversible hydraulic machines are, in fact, turbines that work part time as pumps, especially in pump- 
storage hydropower plants. 

Pumping may be required either for land irrigation or for energy storage during off-peak electric 
energy consumption hours. It is also a safety and stability improvement vehicle in electric power systems 
in the presence of fast variations of loads over the hours of the day. 

As up to 400 MW per unit pump-storage hydraulic turbine pumps are already in operation [25], their 
“industrial” deployment seems near. Pump-storage plants with synchronous (constant) speed generators 
(motors) are a well-established technology. 
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FIGURE 3.43 Radial—axial turbine pump with reversible speed. 


A classification of turbine pumps is in order: 


* By topology: 


* Radial—axial (Russel Dam) (Figure 3.43) 
+ Axial (Annapolis) (Figure 3.44) 
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FIGURE 3.44 Axial turbine pump. 


* By direction of motion: 
* With speed reversal for pumping (Figure 3.43 and Figure 3.44) 
+ Without speed reversal for pumping 
: By direction of fluid flow/operation mode: 
* Unidirectional/operation mode (Figure 3.43) 
+ Bidirectional/operation mode (Figure 3.44) 


There are many topological variations in existing turbine pumps; it is also feasible to design the machine 
for pumping and then check the performance for turbining, when the direction of motion is reversible. 

With pumping and turbining in both directions of fluid flow, the axial turbine pump in Figure 3.44 
may be adequate for tidal-wave power plants. 

The passing from turbine to pump mode implies the emptying of the turbine chamber before the 
machine is started by the electric machine as the motor to prepare for pumping. This transition takes time. 

More complicated topologies are required to secure unidirectional rotation for both pumping and 
turbining, though the time to switch from turbining to pumping mode is much shorter. 

In order to preserve high efficiency in pumping, the speed in the pumping regime has to be larger 
than the one for turbining. In effect, the head is larger and the volume flow lower in pumping. A typical 
ratio for speed would be @, ~ (1.12 — 1.18) @,. Evidently, such a condition implies adjustable speed and 
power electronics control on the electric machine side. Typical head/volume flow characteristics [16] for 
a radial—axial turbine/pump are shown in Figure 3.45. They illustrate the fact that pumping is more 
efficient at higher speed than turbining and at higher heads, in general. Similar characteristics portray 
the output power vs. static head for various wicket gate openings [25] (Figure 3.46). 

Power increases with speed and higher speeds are typical for pumping. Only wicket gate control by a 
governor system is used, as adjustable speed is practiced through instantaneous power control in the 
generator rotor windings, through power electronics. 

The turbine governor and electric machine control schemes are specific for generating electric power 
(turbining) and for pumping [25]. 

In tidal-wave turbine/pumps, to produce electricity, a special kind of transit takes place from 
turbining to pumping in one direction of motion and in the other direction of motion in a single day. 
The static head changes from 0 to 100% and reverses sign (Figure 3.47). These large changes in head 
are expected to produce large electric power oscillations in the electric power delivered by the generator/ 
motor driven by the turbine pump. Discontinuing operation between pumping and turbining and 
electric solutions based on energy storage are to be used to improve the quality of power delivered to 
the electrical power system. 
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FIGURE 3.45 Typical characteristics of the pumping system of a radial—axial turbine plus pump. 
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FIGURE 3.46 (a) Turbine/pump system and (b) power/static head curves at various speeds. 


3.9 Wind Turbines 


Air-pressure gradients along the surface of the Earth produce wind with direction and speed that are 
highly variable. Uniformity and strength of the wind are dependent on location, height above the ground, 
and size of local terrain irregularities. In general, wind airflows may be considered turbulent. 

In a specific location, the variation of wind speed along the cardinal directions may be shown as in 
Figure 3.48a. This is important information, as it leads to the optimum directioning of the wind turbine, 
in the sense of extracting the largest energy from wind per year. 

Wind speed increases with height (Figure 3.48b) and becomes more uniform. Designs with higher 
height/turbine diameter lead to more uniform flow and higher energy extraction. These designs come 
with the price of more expensive towers that are subject to increased structural vibrations. 

With constant energy conversion, the turbine power increases approximately with cubic wind speed 
(uw?) up to a design limit, u,,,.. ADove Usnax (Pratea)» the power of the turbine is kept constant by some 
turbine governor control to avoid structural or mechanical inadmissible overload (Figure 3.49). 

For a given site, the wind is characterized by the so-called speed deviation (in P.U. per year). For example, 
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FIGURE 3.47 Head/time of the day in a tidal-wave turbine/pump. 
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FIGURE 3.48 Wind speed vs. (a) location and (b) height. 
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bmax 
The slope of this curve is called speed/frequency curve f: 
t 
bmax 
eee (3.60) 


The speed/time is monotonical (as speed increases, its time occurrence decreases), but the speed/ 
frequency curve generally experiences a maximum. The average speed U,,, is defined as follows: 
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FIGURE 3.49 Wind turbine power vs. wind speed. 
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0 


Other mean speed definitions are also used. 


The energy content of the wind E, during ¢,,,, (1 year) is then obtained from the integral: 


ax 


Energy _ during _t max 


p- (disc _area) 


= ferrenav (3.62) 


with E(U) = U°f(U), the energy available at speed U. Figure 3.50 illustrates this line of thinking. 

The time average speed falls below the frequency/speed maximum f,,,,, which, in turn, is smaller than 
the maximum energy per unit speed range E,,,,. 

The adequate speed zone for efficient energy extraction is also apparent in Figure 3.50. 


2 


E(U)(P.U.) 
f(U)(P.U.) 
t/t, 


max 


0.5 1 


15 


N 
I 
I 
Best energy extraction zone 
I 
I 
I 


FIGURE 3.50 Sample time/speed, frequency/speed (f), and energy (E)/speed. 
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It should be borne in mind that these curves, or their approximations, depend heavily on location. In 
general, inland sites are characterized by large variations of speed over the day and month, while winds 
from the sea tend to have smaller variations in time. 

Good extraction of energy over a rather large speed span, as in Figure 3.50, implies operation of the 
wind turbine over a pertinent speed range. The electric generator has to be capable of operating at variable 
speed in such locations. 

There are constant-speed and variable-speed wind turbines. 


3.9.1 Principles and Efficiency of Wind Turbines 


For centuries, windmills operated in countries including Holland, Denmark, Greece, Portugal, and others. 
The best locations are situated either in the mountains or by the sea or by the ocean shore (or offshore). 
Wind turbines are characterized by the following: 


* Mechanical power P(W) 

+ Shaft torque (Nm) 

+ Rotor speed (rpm) or @, (rad/sec) 
+ Rated wind speed U, 

+ Tip speed ratio: 


_ @,:D,/2 _ rotor _blade_tip_ speed 
7 uo wind _ speed 


r (3.63) 


The tip speed ratio A < 1 for slow-speed wind turbines, and 4 > 1 for high-speed wind turbines. The 
power efficiency coefficient C, is as follows: 


8P 
C, = ae (3.64) 
pmD; - 


In general, C, is a single maximum function of i that strongly depends on the type of the turbine. A 
classification of wind turbines is thus in order: 


* Axial (with horizontal shaft) 
+ Tangential (with vertical shaft) 


The axial wind turbines may be slow (Figure 3.51a) and rapid (Figure 3.51b). The shape of the rotor 
blades and their number are quite different for the two configurations. 

The slow axial wind turbines have a good starting torque and the optimum tip speed ratio i, 
but their maximum power coefficient C,,,ax(Aop,) is moderate (C, 
turbines self-start at higher speeds (above 5 m/sec wind speed), but for an optimum tip speed ratio A, 
= 0.4, that is, a higher energy conversion ratio 


= 1 
opt 7 
max ~ 0.3). In contrast, rapid axial wind 
2 7, they have a maximum power coefficient C,,,a 
(efficiency). 

For each location, the average wind speed U,,, is known. The design wind speed Uj is generally around 
1.5 U,,.. The optimum tip speed ratio i,,, increases as the number of rotor blades Z, decreases: 


ave* 


(ropes Z,) = (1, 8-24; 2, 6-12; 3, 3-6; 4, 2-4; 5, 2-3; >5, 2) (3.65) 


Three or two blades are typical for rapid axial wind turbines. 
The rotor diameter D, may be, to a first approximation, calculated from Equation 3.64 for rated 


(design conditions) — P,,1e4> opt, Cpop» Ur — with the turbine speed from Equation 3.63. 
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FIGURE 3.51 Axial wind turbines: (a) slow (multiblade) and (b) rapid (propeller). 


Tangential (vertical shaft) wind turbines were built in quite a few configurations. They are of two 
subtypes: drag and lift. The axial (horizontal axis) wind turbines are all of the lift subtype. Some of the 
tangential wind turbine configurations are shown in Figure 3.52. While the drag subtype (Figure 3.52a) 
works at slow speeds (opt < 1), the lift subtype (Figure 3.52b) works at high speeds (A,,, > 1). Slow wind 
turbines have a higher self-starting torque but a lower power efficiency coefficient Cy... The efficiency 
limit (Betz limit) may be calculated by portraying the ideal wind speed and pressure profile before and 
after the turbine (Figure 3.53, [1]). The wind speed decreases immediately before and after the turbine 
disk plane, while a pressure differential also takes place. The continuity principle shows that 


‘opt 


uA, =u.A., (3.66) 


If the speed decreases along the direction of the wind speed, u, > u,,, and thus, A, < A,,. 
The wind power P,,,,; in front of the wind turbine is the product of mass flow to speed squared per 2: 


1 1 
Pyind = PULA > ‘Up = 2 pAU; (3.67) 


turbine 18 


The power extracted from the wind, P 


2 2 
Paurbine = oua{ S22) (3.68) 


Let us assume 


AU, 


1 


Uat "U0. =U, =AU3 ¥ = 


(3.69) 


The efficiency limit, Nigeap is as follows: 
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FIGURE 3.52 Tangential (vertical shaft) wind turbines: (a) drag subtype and (b) lift subtype. 
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FIGURE 3.53 (a) Basic wind turbine speed and (b) pressure variation. 
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1 
be 5 PUA(Ui -UZ) 
Nlideal = a = 1 (3.70) 
nd PAu 


wis 


With Equation 3.60, Nigea) becomes 


twa =(1-~ J1-0-¥) | (3.71) 


The maximum ideal efficiency is obtained for dn; /0'Y =0 at '¥,..= 2/3 (U_/U, = 1/3) with Nj... = 0.593. 


This ideal maximum efficiency is known as the Betz limit [26]. 


3.9.2 The Steady-State Model of Wind Turbines 


The steady-state behavior of wind turbines is carried out usually through the blade element momentum 
(BEM) model. The blade is divided into a number of sections with geometrical, mechanical, and aero- 
dynamic properties that are given as functions of the local radius from the hub. At the local radius, the 
cross-sectional airfoil element of the blade is shown in Figure 3.54. 

The local relative velocity U,,(r) is obtained by superimposing the axial velocity U(1 - a) and the 
rotation velocity ro,(1 + a’) at the rotor plane. 


xy — Rotor plan 


Ure — Local velocity 
U - Undisturbed wind speed 


r@,— Tangential velocity of blade section 


FIGURE 3.54 Blade element with pertinent speed and forces. 
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The induced velocities (-aU and a’rw,) are produced by the vortex system of the machine. 
The local attack angle is as follows: 


a=$-6 (3.72) 
with 
U(1-a) 
tand= (3.73) 
TO, (1+ a') 
The local blade pitch 6 is as follows: 
Q=1+B (3.74) 


with T the local blade twist angle and B the global pitch angle. 
The lift force Fi, is rectangular to U,,, while the drag force F,,.. is parallel to it. The lift and drag forces 
Fi, and Fy, may be written as follows: 


Fig = 5PUraC-C139=1.225 kg/m? (3.75) 


1 
Farag gh -C-Cp (3.76) 


C is the local chord of the blade section and C, and C, are lift and drag coefficients, known for a given 
blade section [26, 27]. 

From lift and drag forces, the normal force thrust, Fy, and tangential force F, (along X,Y on the blade 
section plane) are simply as follows: 


Fy(1) = Fig COSO+ Figg sin B (3.77) 
F,(r) = Fig sin ®— Fi,4¢ cos@ (3.78) 


Additional corrections are needed to account for the finite number of blades (B), especially for large 
values of a (axial induction factor). 
Now, the total thrust Fy per turbine is 


F,=B J Fy(r)dr (3.79) 
Similarly, the mechanical power P, is 


Dr/2 


ey ae J fea (3.80) 
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FIGURE 3.55 Typical C, — (A) — B curves. 


Now, with the earlier definition (Equation 3.64), the power efficiency C, may be calculated. This may 
be done using a set of airfoil data for the given wind turbine, when a, a’, C,, and C, are determined first. 
A family of curves C, — A — 8 is thus obtained. This, in turn, may be used to investigate the steady-state 
performance of the wind turbine for various wind speeds U and wind turbine speeds @,. 

As the influence of blade global pitch angle B is smaller than the influence of tip speed ratio A in the 
power efficiency coefficient C,, we may first keep B = ct. and vary A for a given turbine. Typical C,(1) 
curves are shown in Figure 3.55 for three values of B. 

For the time being, let B = ct. and rewrite Equation 3.64 using A (tip speed ratio): 
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C 
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Adjusting turbine speed @,, that is A, the optimum value of A corresponds to the case when C, is 


maximum, C (Figure 3.55). Consequently, from Equation 3.81, 
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Basically, the optimal turbine power is proportional to the third power of its angular speed (Figure 
3.56). Within the optimal power range, the turbine speed @, should be proportional to wind speed U 
as follows: 


(3.83) 


Above the maximum allowable turbine speed, obtained from mechanical or thermal constraints in 
the turbine and electric generator, the turbine speed remains constant. As expected, in turbines with 
constant speed — imposed by the generator to produce constant frequency and voltage power output 
— the power efficiency constant C, varies with wind speed (@, = ct.) and less-efficient wind energy 
extraction is performed. Typical turbine power vs. turbine speed curves are shown in Figure 3.57. 

Variable-speed operation — which needs power electronics on the generator side — produces 
considerably more energy only if the wind speed varies considerably in time (inland sites). This is not 
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FIGURE 3.57 Turbine power vs. turbine speed for various wind speed u values. 


so in on- or offshore sites, where wind speed variations are smaller. However, the flexibility brought 
by variable speed in terms of electric power control of the generator and its power quality, with a 
reduction in mechanical stress, in general (especially the thrust and torque reduction), favors variable- 
speed wind turbines. 

There are two methods (Figure 3.58) used to limit power during strong winds (U > Uysteg): 


* Stall control 
* Pitch control 


Stalled blades act as a “wall in the wind.” Stall occurs when the angle & between airflow and the blade 
chord is increased so much that the airflow separates from the airfoil on the suction side to limit the 
torque-producing force to its rated value. For passive stall, angle B stays constant, as no mechanism to 
turn the blades is provided. With a mechanism to turn the blades in place above rated wind speed U,,..43 
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torque 


FIGURE 3.58 Stall and pitch control above rated wind speed U,ateg- 


to enforce stall, the angle B is decreased by a small amount. This is the active stall method that may be 
used at low speeds to increase power extraction by increasing the power efficiency factor C, (Figure 3.55). 

With the pitch control (Figure 3.58), the blades are turned by notably increasing the angle B. The 
turbine turns to the position of the “flag in the wind” so that aerodynamic forces are reduced. As expected, 
the servodrive — for pitch control — to change B has to be designed for a higher rating rather than for 
an active stall. 


3.9.3 Wind Turbine Models for Control 


Besides slow variations of wind with days or seasons, there are also under 1 Hz and over 1 Hz random 
wind-speed variations (Figure 3.59) due to turbulence and wind gusts. Axial turbines (with two or three 
blades) experience two or three speed pulsations per revolution when the blades pass in front of the 
tower. Tower sideways oscillations also induce shaft speed pulsations. Mechanical transmission and the 
elasticity of blades, blade fixtures, and couplings produce additional oscillations. The pitch-servo dynam- 
ics also has to be considered. 

The wind-speed spectrum of a wind turbine located in the wake of a neighboring one in a wind park 
may also change. Care must be exercised when placing the components of a wind park [29]. 

Finally, electric load transients or faults produce speed variations. 

All of the above clearly indicate intricacy of wind turbine modeling for transients and control. 


3.9.3.1 Unsteady Inflow Phenomena in Wind Turbines 


The blade element momentum (BEM) model is based in steady state. It presupposes that an instant 
change of wind profile can take place (Figure 3.59). Transition from state (1) to state (2) in Figure 3.59 
corresponds to an increase of global pitch angle B by the pitch-servo. 

Experiments have shown that in reality there are at least two time constants that delay the transition: 
one related to D,/U and the other related to 2C/(D,@,) [30]. 

Time lags are related to the axial- and tangential-induced velocities (-aU and +a’D,q,/2). 

The inclusion of a lead-lag filter to simulate the inflow phenomena seems insufficient due to consid- 
erable uncertainty in the modeling. 
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FIGURE 3.59 Typical wind-speed variations with time. 
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3.9.3.2 The Pitch-Servo and Turbine Model 


The pitch-servo is implemented as a mechanical hydraulic or electrohydraulic governor. A first-order 
(Figure 3.60) or a second-order model could be adopted. In Figure 3.60, the pitch-servo is modeled as 
a simple delay T,,,,,. while the variation slope is limited between dB,,,,/dt and dB,,,,,/dt (to take care of 
inflow phenomena). Also, the global attack angle B span is limited from Botimum tO Brnaximum: Bopt is obtained 
from the C, — A —B curve family for C,,,,. with respect to B (Figure 3.61, [28] 
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FIGURE 3.60 Pitch-servo model and (a) control and (b) optimum B(U) for variable speed. 
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FIGURE 3.61 Wind profile transition from state to state. 
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FIGURE 3.62 Simplified structural diagram of the constant speed wind turbine with active stall. 


Now, from angle B to output power, the steady-state model of the wind turbine is used (Figure 3.62) 
for a constant-speed active-stall wind turbine. When the turbine produces more than the rated power, 
the switch is in position a, and the angle B is increased at the rate of 6°/sec to move the blades toward 
the “flag in the wind” position. When the power is around the rated value, the pitch drive stays idle with 
B = 0; thus, B is constant (position b). Below rated power, the switch goes to position “C” and a 
proportional controller (K,) produces the desired 8. The reference value B* corresponds to its optimum 
value as a function of mechanical power, that is, maximum power. This is only a sample of the constant- 
speed turbine model with pitch-servo control for active stall above rated power and B control 
below rated power. 

As can be seen from Figure 3.62, the model is highly nonlinear. Still, because of the delays due to 
inflow phenomena, the elasticities of various elements of the turbine are not yet included. Also, the model 
of the pitch-servo is not included. Usually, there is a transmission between the wind turbine and the 
electric generator. A six-order drive train is shown in Figure 3.63. 

Inertias of hub, blades, gearbox, and generator are denoted by H;. Each part has a spring and a dashpot 
element. The matrix dynamic equation of the drive train is of the following form [31]: 


sO aye] ool tbls 


A few “real-world” pulsations in speed or electric power may be detected by such models; resonance 
conditions may be avoided through design or control measures. 


optimization 


+7] (3.84) 
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FIGURE 3.63 Six-inertia drive train. 


3.10 Summary 


Prime movers are mechanical machines that convert the primary energy of a fuel (or fluid) into 
mechanical energy. 

Prime movers drive electric generators connected to the power grid or operating in isolation. 
Steam and gas turbines and internal combustion engines (spark-ignited or diesel) are burning 
fossil fuels to produce mechanical work. 

Steam turbines contain stationary and rotating blades grouped into high-, intermediate-, and low- 
pressure (HP, IP, LP) sections on the same shaft in tandem-compound and on two shafts in cross- 
compound configurations. 

Between stages, steam engines use reheaters: single reheat and doubly reheat, at most. 

In steam turbines, typically, the power is divided as follows: 30% in the HP stage, 40% in the IP 
stage, and 30% in the LP stage. 

Governor valves (GVs) and intercept valves (IVs) are used to control the HP and, respectively, LP 
stages of the steam flow. 

The steam vessel may be modeled by a first-order delay, while the steam turbine torque is pro- 
portional to its steam flow rate. 

Three more delays related to inlet and steam chest, to the reheater, and to the crossover piping 
may be identified. 

Speed governors for steam turbines include a speed relay with a first-order delay and a hydraulic 
servomotor characterized by a further delay. 

Gas turbines burn natural gas in combination with air that is compressed in a compressor driven 
by the gas turbine. 

The 500°C gas exhaust is used to produce steam that drives a steam turbine placed on the same 
shaft. These combined-cycle unishaft gas turbines are credited with a total efficiency above 55%. 
Combined-cycle gas turbines at large powers seem to be the way of the future. They are also 
introduced for cogeneration in high-speed small- and medium-power applications. 
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Diesel engines are used from the kilowatt range to the megawatt range power per unit for cogen- 
eration or for standby (emergency) power sets. 

The fuel injection control in diesel engines is performed by a speed governing system. 

The diesel engine model contains a nonconstant gain. The gain depends on the engine equivalence 
ratio (eer), which, in turn, is governed by the fuel/air ratio; a dead time constant dependent on 
engine speed is added to complete the diesel engine model. 

Diesel engines are provided with a turbocharger that has a turbine “driven” by the fuel exhaust 
that drives a compressor, which provides the hot high-pressure air for the air mix of the main 
engine. The turbocharger runs freely at high speed but is coupled to the engine at low speed. 
Stirling engines are “old” thermal piston engines with continuous heat supply. Their thermal cycles 
contain two isotherms. In a basic configuration, the engine consists of two opposed pistons and 
a regenerator in between. The efficiency of the Stirling engine is temperature limited. 

Stirling engines are independent fuel types; they use air, methane, He, or H, as working fluids. 
They did not reach commercial success as a kinetic type due to problems with the regenerator 
and stabilization. 

Stirling engines with free piston-displacer mover and linear motion recently reached the market 
in units in the 50 W to a few kilowatts. 

The main merits of Stirling engines are related to their quietness and reduced noxious emissions, 
but they tend to be expensive and difficult to stabilize. 

Hydraulic turbines convert the water energy of rivers into mechanical work. They are the oldest 
prime movers. 

Hydraulic turbines are of the impulse type for heads above 300 to 400 m and of reaction type for 
heads below 300 m. In a more detailed classification, they are tangential (Pelton), radial—axial 
(Francis), and axial (Kaplan, Bulb, Straflo). 

High head (impulse) turbines use a nozzle with a needle controller, where water is accelerated, 
and then it impacts the bowl-shaped buckets on the water wheel of the turbine. A jet deflector 
deflects water from the runner to limit turbine speed when the electric load decreases. 

Reaction turbines — at medium and low head — use wicket gates and rotor blade servomotors 
to control water flow in the turbine. 

Hydraulic turbines may be modeled by a first-order model if water hammer (wave) and surge 
effects are neglected. Such a rough approximation does not hold above 0.1 Hz. 

Second-order models for hydraulic turbines with water hammer effect in the penstock are con- 
sidered valid up to 1 Hz. Higher orders are required above 1 Hz, as the nonlinear model has a 
gain with amplitude that varies periodically. Second- or third-order models may be identified 
from tests through adequate curve-fitting methods. 

Hydraulic turbine governors have one or two power levels. The lower power level may be electric, 
while the larger (upper) power level is a hydraulic servomotor. The speed controller of the governor 
traditionally has a permanent drop and a transient drop. 

Modern nonlinear control systems may now be used to simultaneously control the guide vane 
runner and the blade runner. 

Reversible hydraulic machines are used for pump-storage power plants or for tidal-wave power 
plants. The optimal pumping speed is about 12 to 20% above the optimal turbining speed. 
Variable-speed operation is required. So, power electronics on the electric side are mandatory. 
Wind turbines use the wind air energy. Nonuniformity and strength vary with location height 
and terrain irregularities. Wind speed duration vs. speed, speed vs. frequency, and mean (average) 
speed using Raleigh or Weibull distribution are used to characterize wind at a location in time. 
The wind-turbine-rated wind speed is generally 150% of mean wind speed. 

Wind turbines can be found in two main types: axial (with horizontal shaft) and tangential (with 
vertical shaft). 
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The main steady-state parameter of wind turbines is the power efficiency coefficient C,, which is 
dependent upon blade tip speed Rw, to wind speed U (ratio i). C, depends on A and on blade 
absolute attack angle B. 

The maximum C, (0.3 to 0.4) is obtained for A... < 1 for low-speed axial turbines and X,,, 2 1 for 
high-speed turbines. 

The ideal maximum efficiency limit of wind turbines is about 0.6 (Betz limit). 

Wind impacts on the turbine a thrust force and a torque. Only torque is useful. The thrust force 
and C, depend on blade absolute attack angle B. 

The optimal power P,;(X,,,) is proportional to u* (u is the wind speed). 

Variable-speed turbines will collect notably more power from a location if the speed varies sig- 
nificantly with time and season, such that A may be kept optimum. Above the rated wind speed 
(and power), the power is limited by passive-stall, active-stall, or pitch-servo control. 

Wind turbine steady-state models are highly nonlinear. Unsteady inflow phenomena show up in 
fast transients and have to be accounted for by more than lead-lag elements. 

Pitch-servo control is becoming more frequently used, even with variable-speed operation, to 
allow speed limitation during load transients or power grid faults. 

First- or second-order models may be adopted for speed governors. Elastic transmission multimass 
models have to be added to complete the controlled wind turbine models for transients and 
control [32]. 

Prime-mover models will be used in the following chapters, where electric generator control will 
be treated in detail. 
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4-2 Synchronous Generators 


4.1 Introduction 


By large powers, we mean here powers above 1 MW per unit, where in general, the rotor magnetic field 
is produced with electromagnetic excitation. There are a few megawatt (MW) power permanent magnet 
(PM)-rotor synchronous generators (SGs). 

Almost all electric energy generation is performed through SGs with power per unit up to 1500 MVA 
in thermal power plants and up to 700 MW per unit in hydropower plants. SGs in the MW and tenth 
of MW range are used in diesel engine power groups for cogeneration and on locomotives and on ships. 
We will begin with a description of basic configurations, their main components, and principles of 
operation, and then describe the steady-state operation in detail. 


4.2 Construction Elements 


The basic parts of an SG are the stator, the rotor, the framing (with cooling system), and the excitation 
system. 

The stator is provided with a magnetic core made of silicon steel sheets (generally 0.55 mm thick) in 
which uniform slots are stamped. Single, standard, magnetic sheet steel is produced up to 1 m in diameter 
in the form of a complete circle (Figure 4.1). Large turbogenerators and most hydrogenerators have stator 
outer diameters well in excess of 1 m (up to 18 m); thus, the cores are made of 6 to 42 segments per 
circle (Figure 4.2). 


FIGURE 4.1 Single piece stator core. 


FIGURE 4.2 Divided stator core made of segments. 
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The stator may also be split radially into two or more sections to allow handling and permit transport 
with windings in slots. The windings in slots are inserted section by section, and their connection is 
performed at the power plant site. 

When the stator with N, slots is divided, and the number of slot pitches per segment is m,, the number 
of segments m, is such that 


N,=m,-m (4.1) 


Each segment is attached to the frame through two key-bars or dove-tail wedges that are uniformly 
distributed along the periphery (Figure 4.2). In two successive layers (laminations), the segments are 
offset by half a segment. The distance between wedges b is as follows: 


b=m,/2=2a (4.2) 


This distance between wedges allows for offsetting the segments in subsequent layers by half a segment. 
Also, only one tool for stamping is required, because all segments are identical. To avoid winding damage 
due to vibration, each segment should start and end in the middle of a tooth and span over an even 
number of slot pitches. 

For the stator divided into S sectors, two types of segments are usually used. One type has m, slot 
pitches, and the other has Ny slot pitches, such that 


s 


=Km, +n,3n, <m,3m, =6-13 (4.3) 


With n, =0, the first case is obtained, and, in fact, the number of segments per stator sector is an integer. 
This is not always possible, and thus, two types of segments are required. 

The offset of segments in subsequent layers is m,/2 if m, is even, (m, + 1)/2 if m, is odd, and m,/3 
if m, is divisible by three. In the particular case that n, = m,/2, we may cut the main segment in two 
to obtain the second one, which again would require only one stamping tool. For more details, see 
Reference [1]. 

The slots of large and medium power SGs are rectangular and open (Figure 4.3a). 

The double-layer winding, usually made of magnetic wires with rectangular cross-section, is “kept” 
inside the open slot by a wedge made of insulator material or from a magnetic material with a low 
equivalent tangential permeability that is 1, times larger than that of air. The magnetic wedge may be 
made of magnetic powders or of laminations, with a rectangular prolonged hole (Figure 4.3b), “glued 
together” with a thermally and mechanically resilient resin. 


4.2.1 The Stator Windings 


The stator slots are provided with coils connected to form a three-phase winding. The winding of each 
phase produces an airgap fixed magnetic field with 2p, half-periods per revolution. With D,, as the 
internal stator diameter, the pole pitch T, that is the half-period of winding magnetomotive force (mmf), 
is as follows: 


T=TD,;, / 2p, (4.4) 


The phase windings are phase shifted by (2/3)t along the stator periphery and are symmetric. The average 
number of slots per pole per phase q is 
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FIGURE 4.3 (a) Stator slotting and (b) magnetic wedge. 
FIGURE 4.4 Lap winding (four poles) with q = 2, phase A only. 
Ns 
q= (4.5) 
2p, 3 


The number q may be an integer, with a low number of poles (2p, < 8-10), or it may be a fractionary 
number: 


q=atbiec (4.6) 


Fractionary q windings are used mainly in SGs with a large number of poles, where a necessarily low 
integer q (q $3) would produce too high a harmonics content in the generator electromagnetic field (emf). 
Large and medium power SGs make use of typical lap (multiturn coil) windings (Figure 4.4) or of 
bar-wave (single-turn coil) windings (Figure 4.5). 
The coils of phase A in Figure 4.4 and Figure 4.5 are all in series. A single current path is thus available 
(a = 1). It is feasible to have a current paths in parallel, especially in large power machines (line voltage 
is generally below 24 kV). With W,,, turns in series (per current path), we have the following relationship: 


23 (4.7) 


with n, equal to the turns per coil. 
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FIGURE 4.5 Basic wave-bar winding with q = 2, phase A only. 


The coils may be multiturn lap coils or uniturn (bar) type, in wave coils. 
A general comparison between the two types of windings (both with integer or fractionary q) reveals 
the following: 


The multiturn coils (n, > 1) allow for greater flexibility when choosing the number of slots N, for 
a given number of current paths a. 

Multiturn coils are, however, manufacturing-wise, limited to 0.3 m long lamination stacks and 
pole pitches t < 0.8-1 m. 

Multiturn coils need bending flexibility, as they are placed with one side in the bottom layer and 
with the other one in the top layer; bending needs to be done without damaging the electric 
insulation, which, in turn, has to be flexible enough for the purpose. 

Bar coils are used for heavy currents (above 1500 A). Wave-bar coils imply a smaller number of 
connectors (Figure 4.5) and, thus, are less costly. The lap-bar coils allow for short pitching to 
reduce emf harmonics, while wave-bar coils imply 100% average pitch coils. 

To avoid excessive eddy current (skin) effects in deep coil sides, transposition of individual strands 
is required. In multiturn coils (n, = 2), one semi-Roebel transposition is enough, while in single- 
bar coils, full Roebel transposition is required. 

Switching or lightning strokes along the transmission lines to the SG produce steep-fronted 
voltage impulses between neighboring turns in the multiturn coil; thus, additional insulation is 
required. This is not so for the bar (single-turn) coils, for which only interlayer and slot insulation 
are provided. 

Accidental short-circuit in multiturn coil windings with a 2 2 current path in parallel produce 
a circulating current between current paths. This unbalance in path currents may be sufficient 
to trip the pertinent circuit balance relay. This is not so for the bar coils, where the unbalance is 
less pronounced. 

Though slightly more expensive, the technical advantages of bar (single-turn) coils should make 
them the favorite solution in most cases. 


Alternating current (AC) windings for SGs may be built not only in two layers, but also in one layer. 
In this latter case, it will be necessary to use 100% pitch coils that have longer end connections, unless 
bar coils are used. 

Stator end windings have to be mechanically supported so as to avoid mechanical deformation during 
severe transients, due to electrodynamic large forces between them, and between them as a whole and 
the rotor excitation end windings. As such forces are generally radial, the support for end windings 
typically looks as shown in Figure 4.6. Note that more on AC winding specifics are included in Chapter 
7, which is dedicated to SG design. Here, we derive only the fundamental mmf wave of three-phase 
stator windings. 

The mmf of a single-phase four-pole winding with 100% pitch coils may be approximated with a step- 
like periodic function if the slot openings are neglected (Figure 4.7). For the case in Figure 4.7 with q = 
2 and 100% pitch coils, the mmf distribution is rectangular with only one step per half-period. With 
chorded coils or q > 2, more steps would be visible in the mmf. That is, the distribution then better 
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FIGURE 4.6 Typical support system for stator end windings. 
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FIGURE 4.7 Stator phase mmf distribution (2p = 4, q = 2). 


Synchronous Generators 


approximates a sinusoid waveform. In general, the phase mmf fundamental distribution for steady state 


may be written as follows: 


T 
Ka (Oya) Ey ees 


Fin a 2/2 WiKiad 
TP, 


where 
W, = the number of turns per phase in series 


I = the phase current (RMS) 
p, = the number of pole pairs 
Ky, = the winding factor: 


ae omnis a yt 
q:sint /6q T2 


with y/t = coil pitch/pole pitch (y/t > 2/3). 
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Equation 4.8 is strictly valid for integer q. 
An equation similar to Equation 4.8 may be written for the v" space harmonic: 


By (x,t) =F, cosy xcos(@,t) 


B= IW2WKwol (4.11) 
Tp\V 
can sin vt /6 in y V0 (4.12) 


5 q:sin(v1/6q) T 2 


Phase B and phase C mmf expressions are similar to Equation 4.8 but with 27/3 space and time lags. 
Finally, the total mmf (with space harmonics) produced by a three-phase winding is as follows [2]: 


fst) = NR co ot-(v =) Kmeof Ero, (oi) )| (4.13) 


Tpyv 
with 


sin (v = 1) T 
" 3-sin(v-1)n/3 
(4.14) 
sin (v + 1) T 
Ken => 
3-sin(v+1)n/3 
Equation 4.13 is valid for integer q. 
For v = 1, the fundamental is obtained. 
Due to full symmetry, with q integer, only odd harmonics exist. For v = 1, Kz, = 1, Ky, = 0, so the 
mmf fundamental represents a forward-traveling wave with the following peripheral speed: 


dx TO, 
aL (4.15) 

The harmonic orders are v = 3K + 1. For v = 7, 13, 19, ..., dx/dt = 2tf,/v and for v = 5, 11, 17, ..., 
dx/dt = —2tf,/v. That is, the first ones are direct-traveling waves, while the second ones are backward- 
traveling waves. Coil chording (y/t < 1) and increased q may reduce harmonics amplitude (reduced K,,,), 
but the price is a reduction in the mmf fundamental (Ky, decreases). 

The rotors of large SGs may be built with salient poles (for 2p, > 4) or with nonsalient poles (2p, = 
2, 4). The solid iron core of the nonsalient pole rotor (Figure 4.8a) is made of 12 to 20 cm thick (axially) 
rolled steel discs spigoted to each other to form a solid ring by using axial through-bolts. Shaft ends are 
added (Figure 4.9). Salient poles (Figure 4.8b) may be made of lamination packs tightened axially by 
through-bolts and end plates and fixed to the rotor pole wheel by hammer-tail key bars. 

In general, peripheral speeds around 110 m/sec are feasible only with solid rotors made by forged 
steel. The field coils in slots (Figure 4.8a) are protected from centrifugal forces by slot wedges that are 
made either of strong resins or of conducting material (copper), and the end-windings need bandages. 
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FIGURE 4.8 Rotor configurations: (a) with nonsalient poles 2p, = 2 and (b) with salient poles 2p, = 8. 
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FIGURE 4.9 Solid rotor. 


The interpole area in salient pole rotors (Figure 4.8b) is used to mechanically fix the field coil sides 
so that they do not move or vibrate while the rotor rotates at its maximum allowable speed. 

Nonsalient pole (high-speed) rotors show small magnetic anisotropy. That is, the magnetic reluctance 
of airgap along pole (longitudinal) axis d, and along interpole (transverse) axis q, is about the same, 
except for the case of severe magnetic saturation conditions. 

In contrast, salient pole rotors experience a rather large (1.5 to 1 and more) magnetic saliency ratio 
between axis d and axis gq. The damper cage bars placed in special rotor pole slots may be connected 
together through end rings (Figure 4.10). Such a complete damper cage may be decomposed in two 
fictitious cages, one with the magnetic axis along the d axis and the other along the q axis (Figure 4.10), 
both with partial end rings (Figure 4.10). 


4.3 Excitation Magnetic Field 


The airgap magnetic field produced by the direct current (DC) field (excitation) coils has a circumferential 
distribution that depends on the type of the rotor, with salient or nonsalient poles, and on the airgap 
variation along the rotor pole span. For the time being, let us consider that the airgap is constant under 
the rotor pole and the presence of stator slot openings is considered through the Carter coefficient K,,, 
which increases the airgap [2]: 
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FIGURE 4.10 The damper cage and its d axis and q axis fictitious components. 


Ko = 2s 1,1, — stator _ slot _ pitch (4.16) 
TT. -Vi8 
(*) 
4 ge Wa.) 
y=— > 4—-In 14{ 2) (4.17) 
1 [=] g 
tan| —% 
& 


with W,, equal to the stator slot opening and g equal to the airgap. 

The flux lines produced by the field coils (Figure 4.11) resemble the field coil mmfs F,(x), as the airgap 
under the pole is considered constant (Figure 4.12). The approximate distribution of no-load or field- 
winding-produced airgap flux density in Figure 4.12 was obtained through Ampere’s law. 

For salient poles: 


W,I T 
Berm = As ee : |x| <2 (4.18) 
K.g0+ Ks) 2 
and By, = 0 otherwise (Figure 4.12a). 
Wy turns/coil/pole Wc turns/coil/(slot) 


2p, =4 


FIGURE 4.11 Basic field-winding flux lines through airgap and stator. 
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FIGURE 4.12 Field-winding mmf and airgap flux density: (a) salient pole rotor and (b) nonsalient pole rotor. 


In practice, B 


rm = 0.6 — 0.8 T. Fourier decomposition of this rectangular distribution yields the following: 


10 
Bas) = Rat Bee, cosy xs V= 13,5, (4.19) 
en 5 3 
Km =—sinv—= (4.20) 
T T 2 


Only the fundamental is useful. Both the fundamental distribution (v = 1) and the space harmonics 
depend on the ratio 1,/t (pole span/pole pitch). In general, t,/t ~ 0.60.72. Also, to reduce the harmonics 
content, the airgap may be modified (increased), from the pole middle toward the pole ends, as an inverse 
function of cos 1x/T: 


(4.21) 


In practice, Equation 4.21 is not easy to generate, but approximations of it, easy to manufacture, are 
adopted. 
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Reducing the no-load airgap flux-density harmonics causes a reduction of time harmonics in the stator 
emf (or no-load stator phase voltage). 
For the nonsalient pole rotor (Figure 4.12b): 


a Ho 5 Weel ; Tp (4.22) 
een mys : 


and stepwise varying otherwise (Figure 4.12b). K,) is the magnetic saturation factor that accounts for 
stator and rotor iron magnetic reluctance of the field paths; n, — slots per rotor pole. 


vm 
Boos R= K oy Ba Oo (4.23) 


(4.24) 


It is obvious that, in this case, the flux density harmonics are lower; thus, constant airgap (cylindrical 
rotor) is feasible in all practical cases. 
Let us consider only the fundamentals of the no-load flux density in the airgap: 


T 
Ber (x, )= Beem Sa (4.25) 


For constant rotor speed, the rotor coordinate x, is related to the stator coordinate x, as follows: 


s ,t 0p (4.26) 


T 
X= x 
Tt 


Tv 
The rotor rotates at angular speed @, (in electrical terms: w, = p\Q, —Q, mechanical angular velocity). 


6, is an arbitrary initial angle; let 6, = 0. 
With Equation 4.26, Equation 4.25 becomes 


T 
Bya(at)= Bom co x, (4.27) 


So, the excitation airgap flux density represents a forward-traveling wave at rotor speed. This traveling 
wave moves in front of the stator coils at the tangential velocity u,: 


u,=—2= (4.28) 


It is now evident that, with the rotor driven by a prime mover at speed @,, and the stator phases open, 
the excitation airgap magnetic field induces an emf in the stator windings: 
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qe 
d 
Ea(t)=-3-WiKwi tas Bast), (4.29) 
. 
and, finally, 
E4,(t)= E,V2 coso,t (4.30) 
10) 2 
Evin = r( 2 | Kn as (4.31) 
21 T 


with J, equal to the stator stack length. 
As the three phases are fully symmetric, the emfs in them are as follows: 


Ex aca (t) 7 By Bcoo w.t-(/-1) | 


(4.32) 
i=1,2,3 


So, we notice that the excitation coil currents in the rotor are producing at no load (open stator phases) 
three symmetric emfs with frequency ©, that is given by the rotor speed Q, = @,/p,. 


4.4 The Two-Reaction Principle of Synchronous Generators 


Let us now suppose that an excited SG is driven on no load at speed @,. When a balanced three-phase 
load is connected to the stator (Figure 4.13a), the presence of emfs at frequency @, will naturally produce 
currents of the same frequency. The phase shift between the emfs and the phase current yw is dependent 
on load nature (power factor) and on machine parameters, not yet mentioned (Figure 4.13b). The 
sinusoidal emfs and currents are represented as simple phasors in Figure 4.13b. Because of the magnetic 
anisotropy of the rotor along axes d and q, it helps to decompose each phase current into two components: 
one in phase with the emf and the other one at 90° with respect to the former: 1,4, Ig Jcq and, respectively, 


Law Ip Ica: 
Slip rings 
Prime Ni 
mover yi | _—— Brushes 
) 


de 
3) 


(a) (b) 


FIGURE 4.13 Illustration of synchronous generator principle: (a) the synchronous generator on load and (b) the 
emf and current phasors. 
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As already proven in the paragraph on windings, three-phase symmetric windings flowed by balanced 
currents of frequency @, will produce traveling mmfs (Equation 4.13): 


F,(x,t)=—Ey, co Es, ot] (4.33) 
Ein ~ A Ty _ Lara = le De! (4.34) 
Pi 
E,(x,t)= Fun cof Bs, -0 1] (4.35) 
3V21,WK 
m= [Lgl [E| = [Ey (436) 


In essence, the d-axis stator currents produce an mmf aligned to the excitation airgap flux density 
wave (Equation 4.26) but opposite in sign (for the situation in Figure 4.13b). This means that the d-axis 
mmf component produces a magnetic field “fixed” to the rotor and flowing along axis d as the excitation 
field does. 

In contrast, the q-axis stator current components produce an mmf with a magnetic field that is again 
“fixed” to the rotor but flowing along axis q. 

The emfs produced by motion in the stator windings might be viewed as produced by a fictitious 
three-phase AC winding flowed by symmetric currents I4, Ing, In¢ of frequency @,: 


En 3c =—IO;M ra linac (4.37) 
From what we already discussed in this paragraph, 


UoWl Kp, 
cOs@,, 
K..g(1+ Kgo) 


0) Z 

E,(t) =20 : Kyi Lack T* 
27 T 

(4.38) 


n 
W;= > Woes for nonsalient pole rotor, see (4.22) 


The fictitious currents I-45 Ing, Ipc are considered to have the root mean squared (RMS) value of J, in the 
real field winding. From Equation 4.37 and Equation 4.38: 


V2 W.WpK wit j Lsack 
™m Keg(1+Kso) 


Mra =o Kr (4.39) 


Mrz is called the mutual rotational inductance between the field and armature (stator) phase windings. 
The positioning of the fictitious I; (per phase) in the phasor diagram (according to Equation 4.37) 
and that of the stator phase current phasor J (in the first or second quadrant for generator operation 
and in the third or fourth quadrant for motor operation) are shown in Figure 4.14. 
The generator—motor divide is determined solely by the electromagnetic (active) power: 
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FIGURE 4.14 Generator and motor operation modes. 


Pin = 3Re(E-I') > 0 generator, < 0 motor (4.40) 
The reactive power Q,,,, is 
Qaim = 31m ag E : r <> 0( generator / motor) (4.41) 


The reactive power may be either positive (delivered) or negative (drawn) for both motor and generator 
operation. 

For reactive power “production,” I, should be opposite from J,, that is, the longitudinal armature 
reaction airgap field will oppose the excitation airgap field. It is said that only with demagnetizing 
longitudinal armature reaction — machine overexcitation — can the generator (motor) “produce” 
reactive power. So, for constant active power load, the reactive power “produced” by the synchronous 
machine may be increased by increasing the field current [,. On the contrary, with underexcitation, the 
reactive power becomes negative; it is “absorbed.” This extraordinary feature of the synchronous machine 
makes it suitable for voltage control, in power systems, through reactive power control via I, control. 
On the other hand, the frequency @,, tied to speed, Q, = @,/p,, is controlled through the prime mover 
governor, as discussed in Chapter 3. For constant frequency power output, speed has to be constant. 
This is so because the two traveling fields — that of excitation and, respectively, that of armature 
windings — interact to produce constant (nonzero-average) electromagnetic torque only at standstill 
with each other. 

This is expressed in Equation 4.40 by the condition that the frequency of E, — w, — be equal to the 
frequency of stator current I, — @, = ©, — to produce nonzero active power. In fact, Equation 4.40 is valid 
only when @, = @,, but in essence, the average instantaneous electromagnetic power is nonzero only in 
such conditions. 


4.5 The Armature Reaction Field and Synchronous Reactances 


As during steady state magnetic field waves in the airgap that are produced by the rotor (excitation) and 
stator (armature) are relatively at standstill, it follows that the stator currents do not induce voltages 
(currents) in the field coils on the rotor. The armature reaction (stator) field wave travels at rotor speed; 


the longitudinal I,4, Ly Jac and transverse J,,, Ijy, Iy- armature current (reaction) fields are fixed to the 


© 2006 by Taylor & Francis Group, LLC 


Large and Medium Power Synchronous Generators: Topologies and Steady State 4-15 


rotor: one along axis d and the other along axis q. So, for these currents, the machine reacts with the 
magnetization reluctances of the airgap and of stator and rotor iron with no rotor-induced currents. 

The trajectories of armature reaction d and q fields and their distributions are shown in Figure 4.15a, 
Figure 4.15b, Figure 4.16a, and Figure 4.16b, respectively. The armature reaction mmfs F,, and F,, have 
a sinusoidal space distribution (only the fundamental reaction is considered), but their airgap flux 
densities do not have a sinusoidal space distribution. For constant airgap zones, such as it is under the 
constant airgap salient pole rotors, the airgap flux density is sinusoidal. In the interpole zone of a salient 
pole machine, the equivalent airgap is large, and the flux density decreases quickly (Figure 4.15 and 
Figure 4.16). 
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FIGURE 4.15 Longitudinal (d axis) armature reaction: (a) armature reaction flux paths and (b) airgap flux density 
and mmfs. 
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FIGURE 4.16 Transverse (q axis) armature reaction: (a) armature reaction flux paths and (b) airgap flux density 
and mmf. 


Only with the finite element method (FEM) can the correct flux density distribution of armature (or 
excitation, or combined) mmfs be computed. For the time being, let us consider that for the d axis mmf, 
the interpolar airgap is infinite, and for the q axis mmf, it is g, = 6g. In axis q, the transverse armature 
mmf is at maximum, and it is not practical to consider that the airgap in that zone is infinite, as that 
would lead to large errors. This is not so for d axis mmf, which is small toward axis q, and the infinite 
airgap approximate is tolerable. 

We should notice that the q-axis armature reaction field is far from a sinusoid. This is so only for 
salient pole rotor SGs. Under steady state, however, we operate only with fundamentals, and with respect 
to them, we define the reactances and other variables. So, we now extract the fundamentals of B,, and 
B,, to find the B,,, and B,,,: 
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Bua = 2 [Ba(a)sn{ Es, Jes 
0 


with 
Tt p T+T, 
Big = 0, for :0< x, < and <xX<T 
es! 
Ho Fim Sin — x, TT, T+T, 
Bag = for <x, <—— 
K.g(1+K,y) 2 
and finally, 
F,,,K. T 3G 
he Ho Lam K ai Ky, =—2+—sin 21 
K.g(1+K,) roe. % 


In a similar way, 


: , for:0< x, <—and PExX<t 
" K.g(1+Kq) fe 
Ho Fim SiN x, THT 
- fort <x,< P 
K.g,(1+Kq4) 2 2 
Ho Fin Ka 


T 1.7 2 Ty 1 
K,=— sin—- 1+ cos| — 
™ 2 


Notice that the integration variable was x, referring to rotor coordinates. 
Equation 4.44 and Equation 4.46 warrant the following remarks: 
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(4.42) 


(4.43) 


(4.44) 


(4.45) 


(4.46) 


+ The fundamental armature reaction flux density in axes d and q are proportional to the respective 


stator mmfs and inversely proportional to airgap and magnetic saturation equivalent factors K,, 


and K,, (typically, K,, # K,,). 


* B,q, and B,,, are also proportional to equivalent armature reaction coefficients Kj, and K,). Both 
smaller than unity (K,, < 1, K,, < 1), they account for airgap nonuniformity (slotting is considered 


only by the Carter coefficient). Other than that, B,,, and B 


aql 


_ Wop 3V2WK ih 
K.g(l+Ks) TP, 


al 
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formulae are similar to the airgap 
flux density fundamental B,, in an uniform airgap machine with same stator, B,;: 


(4.47) 
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The cyclic magnetization inductance X,, of a uniform airgap machine with a three-phase winding is 
straightforward, as the self-emf in such a winding, E,,, is as follows: 


2 
En > O,Wi Ky, P,5 0,1 = = Bat lack (4.48) 
T 
From Equation 4.47 and Equation 4.48, X,, is 


Ey = 60, (WiKwi) T load 


X,, = 
La? 7 Keg(1+ Ks) 


(4.49) 


It follows logically that the so-called cyclic magnetization reactances of synchronous machines X,,,, 
and X,,, are proportional to their flux density fundamentals: 


B 
Xan = Xin wa 


=X, -Ka (4.50) 


(4.51) 


and, K,q = K,, = K, was implied. 

The term “cyclic” comes from the fact that these reactances manifest themselves only with balanced 
stator currents and symmetric windings and only for steady state. During steady state with balanced 
load, the stator currents manifest themselves by two distinct magnetization reactances, one for axis d 
and one for axis q, acted upon by the d and q phase current components. We should add to these the 
leakage reactance typical to any winding, X,,, to compose the so-called synchronous reactances of the 
synchronous machine (X, and X,): 


Xa = Xic + Xam (4.52) 

PG tee Ge (4.53) 

The damper cage currents are zero during steady state with balanced load, as the armature reaction 
field components are at standstill with the rotor and have constant amplitudes (due to constant stator 


current amplitude). 
We are now ready to proceed with SG equations for steady state under balanced load. 


4.6 Equations for Steady State with Balanced Load 


We previously introduced stator fictitious AC three-phase field currents I,, 3, to emulate the field- 
winding motion-produced emfs in the stator phases E, ,. The decomposition of each stator phase current 
Tuazo Jaap which then produces the armature reaction field waves at standstill with respect to the 
excitation field wave, has led to the definition of cyclic synchronous reactances Xj and X,. Consequently, 
as our fictitious machine is under steady state with zero rotor currents, the per phase equations in complex 
(phasors) are simply as follows: 

IR, +V, =E, -jX,-jX] (4.54) 


q=4 
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E = -jXpm X L535 Xpm= O,Mea (4.55) 
L=h+ 
RMS values all over in Equation 4.54 and Equation 4.55. 


To secure the correct phasing of currents, let us consider I, along axis d (real). Then, according to 
Figure 4.13, 


F 


wl Bf 
1,=1%( 1 juni poner li (4.56) 


With I, > 0, Ig is positive for underexcitation (E, < V,) and negative for overexcitation (E, > V,). Also, 
I, in Equation 4.56 is positive for generating and negative for motoring. 
The terminal phase voltage V, may represent the power system voltage or an independent load Z;: 


22 (4.57) 


A power system may be defined by an equivalent internal emf E,, and an internal impedance Z,: 


Vi = Eng t+ Zogl (4.58) 


= PS=1 


For an infinite power system, 


Z p5|=0 and E,., is constant. For a limited power system, either only 

| Z | # 0, or also E,, varies in amplitude, phase, or frequency. The power system impedance Zp. includes 

the impedance of multiple generators in parallel, of transformers, and of power transmission lines. 
The power balance applied to Equation 4.54, after multiplication by 3I*, yields the following: 


P+ jQ=3V,1, =3E,f -3(1,) R-3jXu(L,) —3j( Xan Ly +Xnl,) 1 (4.59) 


* 
qm=q}=1 


The real part represents the active output power P,, and the imaginary part is the reactive power, both 
positive if delivered by the SG: 


P= 3E\1, — 31 R, + 3(Xam — Xqm aly = 3Vi1, cosy (4.60) 


Q, =-3 Ely — 34 Xq— 3(Xan Tg + Xone) = 3ViL sin Q, (4.61) 

As seen from Equation 4.60 and Equation 4.61, the active power is positive (generating) only with J, 
> 0. Also, with X,,, 2 Xn the anisotropy active power is positive (generating) only with positive I, 
(magnetization armature reaction along axis d). But, positive J; in Equation 4.61 means definitely negative 
(absorbed) reactive power, and the SG is underexcited. 

In general, X4,,/Xgm = 1.0-1.7 for most SGs with electromagnetic excitation. Consequently, the anisot- 
ropy electromagnetic power is notably smaller than the interaction electromagnetic power. In nonsalient 
pole machines, X,,,,~ (1.01-1.05)X,,,, due to the presence of rotor slots in axis q that increase the equivalent 
airgap (K- increases due to double slotting). Also, when the SG saturates (magnetically), the level of 
saturation under load may be, in some regimes, larger than in axis d. In other regimes, when magnetic 
saturation is larger in axis d, a nonsalient pole rotor may have a slight inverse magnetic saliency (Xy,, < 
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Xj m)- As only the stator winding losses have been considered (3R,J/), the total electromagnetic power P.j, 
is as follows: 


Pay, = 3E,L, + 3( Xam — Xam ) Lally (4.62) 


Now, the electromagnetic torque T, is 


is = im = 3pi[ My IpL, + (Lim — Lom aly | (4.63) 
Pi 
with 
Lam = Xam 1,3 Lam = Xam 1 O, (4.64) 
And, from Equation 4.37, 
E,=0,Mralp (4.65) 


We may also separate in the stator phase flux linkage ‘,, the two components Y, and ‘V;: 


Yo=Mayt lil 


(4.66) 
Yi = Ll, 
xX X, 
Lj=—*;L,=— (4.67) 
0, 0, 
The total stator phase flux linkage Y, is 
B= 3+ h= (8+ (4.68) 


As expected, from Equation 4.63, the electromagnetic torque does not depend on frequency (speed) 
@, but only on field current and stator current components, besides the machine inductances: the mutual 
one, M;,, and the magnetization ones L,,, and L,,,. The currents J,, Jj, I, influence the level of magnetic 
saturation in stator and rotor cores, and thus Mj, La. and L,,, are functions of all of them. 

Magnetic saturation is an involved phenomenon that will be treated in Chapter 5. 

The shaft torque T, differs from electromagnetic torque T, by the mechanical power loss (p,,,.) braking 
torque: 


= Prnec 
ioe * Te, 1p) /p,) (4.69) 


For generator operation mode, T, is positive, and thus, T, > T,. Still missing are the core losses located 
mainly in the stator. 
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Tr 
Q,>0 
(@ > 0) 
(a) (b) 


FIGURE 4.17  Phasor diagrams: (a) standard and (b) modified but equivalent. 


4.7 The Phasor Diagram 


Equation 4.54, Equation 4.55, and Equation 4.66 through Equation 4.68 lead to a new voltage equation: 


TR +V, = jO, Y, = Es, =Vy+ TY, (4.70) 


where E, is total flux phase emf in the SG. Now, two phasor diagrams, one suggested by Equation 4.54 
and one by Equation 4.70 are presented in Figure 4.17a and Figure 4.17b, respectively. 

The time phase angle 6,, between the emf E, and the phase voltage V, is traditionally called the internal 
(power) angle of the SG. As we wrote Equation 4.54 and Equation 4.70 for the generator association of 
signs, 6, > 0 for generating (I, > 0) and 6, < 0 for motoring (I, < 0). 

For large SGs, even the stator resistance may be neglected for more clarity in the phasor diagrams, 
but this is done at the price of “losing” the copper loss consideration. 


4.8 Inclusion of Core Losses in the Steady-State Model 


The core loss due to the fundamental component of the magnetic field wave produced by both excitation 
and armature mmf occurs only in the stator. This is so because the two field waves travel at rotor speed. 
We may consider, to a first approximation, that the core losses are related directly to the main (airgap) 
magnetic flux linkage ,,,: 


Bin = Meal pt Lindy t+ L I = Pan + TV am (4.71) 


qm =¢ 


Vin = Mingle + Lain Las Yan = Lam I. (4.72) 


qm ‘qm*q 
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FIGURE 4.18 Phasor diagram with core loss included. 


The leakage flux linkage components L,J, and LJ, do not produce significant core losses, as Lg/Lam < 
0.15 in general, and most of the leakage flux lines flow within air zones (slot, end windings, airgap). 

Now, we will consider a fictitious three-phase stator short-circuited resistive-only winding, R,, which 
accounts for the core loss. Neglecting the reaction field of core loss currents J;,, we have the following: 


d¥ . 
a = Rp Lp =— JOY imo (4.73) 


R,, is thus “connected” in parallel to the main flux emf (-jo,'V;,,). The voltage equation then becomes 


(4.74) 


1,(R.+ jXu)+Vi =-jo,¥,,, 
with 
Ee, = I, + I, + ae = I, + I, (4.75) 


The new phasor diagram of Equation 4.74 is shown in Figure 4.18. 

Though core losses are small in large SGs and do not change the phasor diagram notably, their inclusion 
allows for a correct calculation of efficiency (at least at low loads) and of stator currents as the power 
balance yields the following: 


2yp2 
OF Fin 


P, = 3V,1,, COs, = 30,M pa Ip, + 30, (Linn — Lyn) Lay — 3K — 3 (4.76 
Fe 
Fim = Mia I; + Lan I, = JLamta (4.77 
—jo, ¥ 
[pp = 31 = 1,41, +1 (4.78 
- Re = = aa ~ 
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Once the SG parameters Rj, Rees Lam Lam Mas excitation current I,, speed (frequency) — @,/p, = 2mn 
(rps) — are known, the phasor diagram in Figure 4.17 allows for the computation of I, I,, provided the 
power angle 6, and the phase voltage V, are also given. After that, the active and reactive power delivered 


by the SG may be computed. Finally, the efficiency Ns, is as follows: 


= P a Pam aa Propper — Pre — Pada 
P Be Pre ae Propper oo Prnec Be Pada Pain + Prnec 


Nsc (4.79) 


with p,jq equal to additional losses on load. 

Alternatively, with J, as a parameter, J, and I, can be modified (given) such that ,| J atl =I, can be 
given as a fraction of full load current. Note that while decades ago, the phasor diagrams were used for 
graphical computation of performance, nowadays they are used only to illustrate performance and derive 
equations for a pertinent computer program to calculate the same performance faster and with increased 
precision. 


Example 4.1 


The following data are obtained from a salient pole rotor synchronous hydrogenerator: S$, = 72 MVA, 
Viine = 13 kV/star connection, 2p, = 90, f, = 50 Hz, q, = three slots/pole/phase, I, = 3000 A, R, = 
0.0125 Q, (,)cos1=1 = 0.9926, and Pron = Pmecne Additional data are as follows: stator interior diameter 
D,, = 13 m, stator active stack length /,,,,.= 1.4 m, constant airgap under the poles g = 0.020 m, 
Carter coefficient K, = 1.15, and 1,/t = 0.72. The equivalent unique saturation factor K, = 0.2. 


The number of turns in series per phase is W, = p,q, X one turn/coil = 45 x 3 x 1 = 115 turns/phase. 
Let us calculate the following: 


. The stator winding factor Ky, 

. The d and q magnetization reactances Xj, 
ig ec wu eg = D7KG 

Rated core and mechanical losses Prony Pmecn 

Xg Xp 7 in P.U. with Z,= Vigil 

- E,, Ty Ip I E;, P;, Q; by neglecting all losses at cosy, = 1 and 6, = 30° 

. The no-load airgap flux density (K, = 0.2) and the corresponding rotor-pole mmf W,l, 


Ke 


NDMP WN PE 


Solution: 


1. The winding factor Ky, (Equation 4.10) is as follows: 


sin 1/6 : (; Tt 


=— sin| —-— |= 0.9598 
3sin(n/6-3) \1 2 


Full pitch coils are required (y/t = 1), as the single-layer case is considered. 
2. The expressions of X;,, and X,,, are shown in Equation 4.49 through Equation 4.51: 


Xam = Xn ‘Ka 


Xam = Xi ‘Ka 


From Equation 4.44, 


© 2006 by Taylor & Francis Group, LLC 


4-24 Synchronous Generators 


tT 1. T, jes 
Ka =—+—sin—t = 0.72 + —sin0.72-7 = 0.96538 
Tt TT Tv T 


ty Lat Di sn 
a=— P+ cos! ™ = 0.4776 + 0.0904 = 0.565 
rr 3m 2 


Oho (WiKwi) lak 
nm" Keg(1+K.)p, 


with: 1 =D, /2p, =1™-13/90= 0.45355 m 


= 1.4948 Q 


6-4 X107 -20-50 -(115-0.9598) x 0.45355 1.4 
ae mx 1.15 x 0.020(1+ 0.2) x 45 


X jn = 1.4948 x 0.96538 = 1.443 Q 


Xam = 1.4948 x 0.565 = 0.8445 Q 
3, With X= 0.2 1.4948 = 0.2989 Q, the synchronous reactances X, and X, are 


X= Xq + X jy = 0.2989 + 1.443 ~ 1.742 Q 


X, = Xi +X ym = 0.29894 0.8445 = 1.1434 O 


4. As the rated efficiency at cos @, = 1 is n, = 0.9926 and using Equation 4.79, 


r 


1 A 
= + + =§ | —-1]=72-10 —1 |=536-772 kw 
Pp Propper Pren Prinec n ( n ) ( 0.9926 


The stator winding losses popper are 


Propper = 3RiI;, = 3-0.0125-3000° = 337.500 kW 


SO, 


P— Propper 6.772 — 337500 
Pre = Pinec = ps 2 2 _ = ) g z = 99.636 kw 


5. The normalized impedance Z, is 


V, 10° 
Z,=—2 = TE 95500 
I, /3-3000 
X, 1.742 
xy=—t= = 0.695 
Z, 2.5048 
X, 1.1434 
== 3 = 0.45648 
Z, 2.5048 
R, _ 0.0125 
pes =4,99x10° 
Z, 2.5048 


n 
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6. After neglecting all losses, the phasor diagram in Figure 4.16a, for cos @, = 1, can be shown. 


-jXaly E, 


Phasor diagram for cos @, = 1 and zero losses. 


The phasor diagram uses phase quantities in RMS values. 
From the adjacent phasor diagram: 


V,sin, 13000 0.5 


oe V3 1.1434 


I = 3286 A 


1 
I, =—I, tan30° = —3286 = = —1899.42 A 


v3 
= J+ = 3796 A! 


And, the emf per phase E, is 


13000 /3 

E,=V,cosdy +X,|I,|= 13000 V3 5 749.1899= 9.808 kV 
V3 2 

Pasi capes ™ sangeet MW 


V3 


Q, = 3V,I, sing, =0 


It could be inferred that the rated power angle 5,, is smaller than 30° in this practical example. 
7. We may use Equation 4.48 to calculate E, at no load: 


@ 
E,=—= W, Kwi® potet 


V2 


2 
® 101 = nee T: I stack 


Then, from Equation 4.20, 
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Also, from Equation 4.78, 


= HoWely 
wm Keg(1+ Ks) 


So, gradually, 


9808/2 
2m50X 115 X 0.9596 


= 0.3991 Wb 


polel = 


0.3991 3.14 


7 = 0.9868 
81" 2x 0.45355 1.4 


0.9868 
Bane =——— = 0.8561 T 


* sin0.72-~ 
1 2 


; 0.8561 x1.15(1+0.2)x2x107 
= 1.256x10° 


= 18,812 A turns / pole 


Note that the large airgap (g = 2 x 10 m) justifies the moderate saturation (iron reluctance) 
factor K, = 0.2. 

The field-winding losses were not considered in the efficiency, as they are covered from a separate 
power source. 


4.9 Autonomous Operation of Synchronous Generators 


Autonomous operation of SGs is required by numerous applications. Also, some SG characteristics in 
autonomous operation, obtained through special tests or by computation, may be used to characterize 
the SG comprehensively. Typical characteristics at constant speed are as follows: 


+ No-load saturation curve: E,(I,) 
* Short-circuit saturation curve: [,,. (I;) for V; = 0 and cos @, = ct. 
+ Zero-power factor saturation curve: V,(I,); Ip = ct. cos @, = ct. 


These curves may be computed or obtained from standard tests. 


4.9.1 The No-Load Saturation Curve: E,(J,); n = ct., I, = 0 


At zero-load (stator) current, the excited machine is driven at the speed n, = f\/p, by a smaller power 
rating motor. The stator no-load voltage, in fact, the emf (per phase or line) E, and the field current are 
measured. The field current is monotonously raised from zero to a positive value I;,,,, Corresponding to 
120 to 150% of rated voltage V,, at rated frequency f,, (1, = f,,/p,). The experimental arrangement is 
shown in Figure 4.19a and Figure 4.19b. 

At zero-field current, the remanent magnetization of rotor pole iron produces a small emf E,, (2 to 
8% of V,,), and the experiments start at point A or A’. The field current is then increased in small 
increments until the no-load voltage E, reaches 120 to 150% of rated voltage (point B, along the trajectory 
AMB). Then, the field current is decreased steadily to zero in very small steps, and the characteristic 
evolves along the BNA’ trajectory. It may be that the starting point is A’, and this is confirmed when I, 
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Pri 
O® Til owe 
i id 
| 
©) Fy 
© 
IE a d 
Variable DC voltage (b) 


power source 


3. 


(a) 


FIGURE 4.19 No-load saturation curve test: (a) the experimental arrangement and (b) the characteristic. 


increases from zero, and the emf decreases first and then increases. In this latter case, the characteristic 
is traveled along the way A’NBMA. The hysteresis phenomenon in the stator and rotor cores is the cause 
of the difference between the rising and falling sides of the curve. The average curve represents the no- 
load saturation curve. 

The increase in emf well above the rated voltage is required to check the required field current for 
the lowest design power factor at full load (J,,,4/Iz9). This ratio is, in general, Ipnax/[p) = 1.8-3.5. The 
lower the lowest power factor at full load and rated voltage, the larger Ij,,../Ipo ratio is. This ratio also 
varies with the airgap-to-pole-pitch ratio (g/t) and with the number of pole pairs p,. It is important to 
know the corresponding Ipn,,/Igg ratio for a proper thermal design of the SG. 

The no-load saturation curve may also be computed: either analytically or through finite element 
method (FEM). As FEM analysis will be dealt with later, here we dwell on the analytical approach. To 
do so, we draw two typical flux line pairs corresponding to the no-load operation of an SG (Figure 4.20a 
and Figure 4.20b). 

There are two basic analytical approaches of practical interest. Let us call them here the flux-line 
method and the multiple magnetic circuit method. The simplified flux-line method considers Ampere’s 
law along a basic flux line and applies the flux conservation in the rotor yoke, rotor pole body, and rotor 
pole shoe, and, respectively, in the stator teeth and yoke. 

The magnetic saturation in these regions is considered through a unique (average) flux density and 
also an average flux line length. It is an approximate method, as the level of magnetic saturation varies 
tangentially along the rotor-pole body and shoe, in the salient rotor pole, and in the rotor teeth of the 
nonsalient pole. 

The leakage flux lost between the salient rotor pole bodies and their shoes is also approximately 
considered. 

However, if a certain average airgap flux density value B,,.,, is assigned for start, the rotor pole mmf 
W,[; required to produce it, accounting for magnetic saturation, though approximately, may be computed 
without any iteration. If the airgap under the rotor salient poles increases from center to pole ends (to 
produce a more sinusoidal airgap flux density), again, an average value is to be considered to simplify 
the computation. Once the B,,,, (I;) curve is calculated, the E,(I,,) curve is straightforward (based on 
Equation 4.30): 


@, 2 


BIp)= XS Bn (1p) Kr beac WiK wilV(RMS)] (4.80) 
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(a) (b) 


FIGURE 4.20 Flux lines at no load: (a) the salient pole rotor and (b) the nonsalient pole rotor. 


T,/T = 0.67 

bp = 250 mm 
hp, = 250 mm 
h,, = 90 mm 
hy, = 250 mm 


FIGURE 4.21 Rotor geometry and rotor pole leakage flux ©,,. 
The analytical flux-line method is illustrated here through a case study (Example 4.2). 


Example 4.2 


A three-phase salient pole rotor SG with S, = 50 MVA, V, = 10,500 V, m, = 428 rpm, and f, = 50 
Hz has the following geometrical data: internal stator diameter D, = 3.85 m, 2p, = 14 poles, laa = 
1.39 m, pole pitch t = D,/2p, = 0.864 m, airgap g (constant) = 0.021 m, q, = six slots/pole/phase, 
open stator slots with h, = 0.130 m (total slot height with 0.006 m reserved for the wedge), Ws = 
0.020 m (slot width), stator yoke h,, = 0.24 m, and rotor geometry as in Figure 4.21. 


Let us consider only the rated flux density condition, with B,,,,, = 0.850 T. The stator lamination 


magnetization curve is given in Table 4.1. 


gFm1 


Ampere’s law along the contour ABCDC’B’A’ relates the mmf drop from rotor to rotor pole Fy, 
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TABLE 4.1 The Magnetization Curve B(H) for the Iron Cores 


B(T) 0.1 0.2 0.3 0.4 0.5 0.6 0.7 0.8 0.9 
H(A/m) 35 49 65 76 90 106 124 148 177 
B(T) 1 1.1 1.2 1.3 1.4 1.5 1.6 1.7 1.8 1.9 2.0 


H(A/m) — 220 273 356 482 760 1,340 2,460 4,800 8,240 10,200 34,000 


Sey He 
MA Hu 
B 
FIGURE 4.22 Stator slot geometry and the no-load magnetic field. 
Fy = o{ Ham + <(Ha +4Hy, +H¢)hy + Hts | (4.81) 
The airgap magnetic field Hymn: is 
a= Bum ___0.85 = 0.676 x10°A/m (4.82) 


Uy ‘1.25610 


The magnetic fields at the stator tooth top, middle, and bottom (H;, Hy, H,) are related to Figure 
4.22, which shows that the stator tooth is trapezoidal, as the slot is rectangular. 


The flux density in the three tooth cross-sections is 


By = Bye, -—"!—;W, = 0.02 mst == 2 « 0,048 m 
" T.—-W, qm 6-3 

= 1(D;,+h 

By =By-~ Ws Win = ( «) 
‘mn 2pqm 
T.-W. m( D;, + 2h, 

R= 8, 5) Wg ( ‘ 

Wiz 2pqm 

Finally, 
48 


B, = 0.85—— = 1.457 T 
48-20 


© 2006 by Taylor & Francis Group, LLC 


4-30 Synchronous Generators 


m(3.85+0.130) 
m™ 14K 6x3 


0.02 = 0.0296 m 


48 —20 


By, =1.457- =1.378 T 


m(3.85+ 20.130) 
Wa = 0.02 = 0.0312 m 
14x 6x3 


7 (48-20) . 
Be =1.457--—“ = 1.307 T 
31.2 


From the magnetization curve (Table 4.1) through linear interpolation, we obtain the following: 


* Hy = 1090.6 A/m 
* Hy, = 698.84 A/m 
» H. = 501.46 A/m 


The maximum flux density in stator yoke B,, is 
T Berm _ 0.8635 0.85 


= = 0.974 T 
a ys m 0.24 


as 


From Table 4.1, Hy, = 208.82 A/m. 


Now, the average length of the flux line in the stator yoke “reduced” to the peak yoke flux density 


B,,. is approximately 


_ n(D, +2h, +h,.) 


0.5<K,, <1 
4p 


ys? 


ys 


The value of K,, depends on the level of saturation and other variables. FEM digital simulations 
may be used to find the value of the “fudge” factor K,,. A reasonable value would be K,, = 2/3. So, 


1 (3.85 +2.013+ 0.24) 2 


La x == 0.3252 m 
4X7 3 


We may now calculate F,,, from Equation 4.82: 


1 
Fyy = o[osr6.10 x2-107+ g (1090.6+ 4x 698.84 + so.) 01204 
+208.82-0.3252 = 27365.93 A turns 


Now, the leakage flux ®,, in the rotor — between rotor poles (Figure 4.21) — is proportional to F,,. 


Alternatively, ®,, may be considered as a fraction of pole flux ®,: 
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2 2 
@, =~ Berns “T-bauss = = 0.85 -0.8635 0.39 = 0.649 Wh 
® = K,® 3K y= 0.15-0.25 


® ,, = 0.15-0.649 = 0.09747 T 


So, the total flux in the rotor pole ®,, is 


®,, =, +, = 0.649 + 0.09747 = 0.7465 Wb 


The rotor pole shoe is not saturated in the no-load area despite the presence of rotor damper bars, 
but the pole body and rotor yoke may be saturated. The mmf required to magnetize the rotor F 


rotor 1s 


Fea = (Pay + Eve <2 = Hy, Nyy + A,, Lr) (4.83) 


With the rotor pole body width b,, = 0.25 m, the flux density in the pole body B,, is 


at ®,, _ 0.7465 
P  Mpace "Dye 1.39% 0.25 


= 2.148 T!! 


This very large flux density level does not occur along the entire rotor height h,, At the top of the 
pole body, approximately, ®,, ~ ®, = 0.649 Wb. 


So, 
(B,,), 22 = 088 _nigeze Tu 
Ar LaDy 1.39% 0.25 
Consider an average: 
2.148 + 1.8676 orl. 


prav ~~ 


For this value, in Table 4.1, we can determine that H,, = 34,000 A/m. 


In the rotor yoke, B,, is 


. ®,, 0.7465 
OB lags 20,251.39 


= 1.074 T!! 


So, H,, = 257 A/m. 


The average length of field path in the rotor yoke 1, is 


yr 
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- H(Dj,— 2g 2(hha, +My )— hy, 
ee = 


4p, 


7 m(3.85—2-0.02— 2(0.09+ 0.25)—0.25) 
re 


= 0.32185 m 


So, from Equation 4.83, Foi, 1S 


rotor 


EF 


wor = 2| 34,000-(0.09+0.25) + 257-0.32185 |= 23285 A turns 

Now, the total mmf per two neighboring poles (corresponding to a complete flux line) 2W,I; is 
2X Wel p = Fag: + Fovor = 275365 + 23,285 = 50,650 A turns 

The airgap mmf requirements are as follows: 

F, = 2H gm“ = 2X 0.676 X10° + 2x10 = 27,040 A turns 


The contribution of the iron in the mmf requirement, defined as a saturation factor K,, is 


2W, 1, 50,650 


F, 27,040 


1+K, 1.8731 


So, K, = 0.8731. 


For the case in point, the main contribution is placed in the rotor pole. This is natural, as the pole 
body width b,, must have room in which to place the field windings. So, in general, b,, is around 
1/3, at most. The above example illustrates the computational procedure for one point of the no- 
load magnetization curve By; (J;). Other points may be calculated in a similar way. A more precise 
solution, at the price of larger computation time, may be obtained through the multiple magnetic 
circuit method [4], but real precision results require FEM, as shown in Chapter 5. 


4.9.2 The Short-Circuit Saturation Curve I, = f(;); V, = 0, n, = n, = ct. 


The short-circuit saturation curve is obtained by driving the excited SG at rated speed n, with short- 
circuited stator terminals (Figure 4.23a through Figure 4.23d). The field DC J, is varied downward 
gradually, and both I, and stator current [,. are measured. In general, measurements for 100%, 75%, 
50%, and 25% of rated current are necessary to reduce the winding temperature during that test. The 
results are plotted in Figure 4.23b. 

From the voltage equation 4.54 with V, = 0 and J, = L,, one obtains the following: 


E, (1; ) = R I... + jXa lige + IX, I (4.84) 


=qsc 


E, (I; )=—jXrly 


Neglecting stator resistance and observing that, with zero losses, I 


Tyg. = Lig AS Lge = 0 (zero torque), we 
obtain 


=qsc 
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With residual 
rotor magnetism 


i=] 


Prime 
mover | 


SG 
Without 
(359 residual rotor 
magnetism 


AC-DC converter 


3~ 


(a) 


Ey 


Excitation airgap 


Resultant airgap flux density 


-jX amnl ase flux density 


Shortciruit 
armature 
reaction 


(d) 


I 3sc 


(c) 


FIGURE 4.23 The short-circuit saturation curve: (a) experimental arrangement, (b) the characteristics, (c) phasor 
diagram with R, = 0, and (d) airgap flux density (slotting neglected). 


E(t, )= Kale (4.85) 


The magnetic circuit is characterized by very low flux density (Figure 4.23d). This is so because the 
armature reaction strongly reduces the resultant emf E,,,, to 


E 


—Ires 


= — jXy Ts, = E, ~ IX am Tose (4.86) 


which represents a low value on the no-load saturation curve, corresponding to an equivalent small field 
current (Figure 4.24): 


Tg = Ip — Igy -— 8" = OA- AC (4.87) 
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FIGURE 4.24 The short-circuit triangle. 


Adding the no-load saturation curve, the short-circuit triangle may be portrayed (Figure 4.24). Its 
sides are all quasi-proportional to the short-circuit current. 

By making use of the no-load and short-circuit saturation curves, saturated values of d axis synchro- 
nous reactance may be obtained: 


(4.88) 


Under load, the magnetization state differs from that of the no-load situation, and the value of X,, 
from Equation 4.88 is of limited practical utilization. 


4.9.3. Zero-Power Factor Saturation Curve V,(J,); I, = ct., coso, = 0, n, = n, 


Under zero power factor and zero losses, the voltage Equation 4.54 becomes 
Vi = E,- jXaI ysl, = 1,31, =0 (4.89) 


Again, for pure reactive load and zero losses, the electromagnetic torque is zero; and so is I, 

An underexcited synchronous machine acting as a motor on no load is generally used to represent the 
reactive load for the SG under zero power factor operation with constant stator current J. 

The field current of the SG is reduced simultaneously with the increase in field current of the under- 
excited no-load synchronous motors (SM), to keep the stator current I, constant (at rated value), while 
the terminal voltage decreases. In this way, V,(I,;) for constant I, is obtained (Figure 4.25a and Figure 4.25b). 

The abscissa of the short-circuit triangle OCA is moved at the level of rated voltage, then a parallel 
OB’ to OB is drawn that intersects the no-load curve at B’. The vertical segment OB’ is defined as follows: 


Xe PG (4.90) 


Though we started with the short-circuit triangle in our geometrical construction, BC < B’C because 


magnetic saturation conditions are different. So, in fact, X, > X,, in general, especially in salient pole 
rotor SGs. 
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FIGURE 4.25 The zero-power factor saturation curve: (a) the experimental arrangement and (b) the “extraction” 
of Potier reactance Xy 


The main practical purpose of the zero-power factor saturation curve today would be to determine 
the leakage reactance and to conduct temperature tests. One way to reduce the value of X, and thus fall 
closer to X,, is to raise the terminal voltage above the rated one in the V,(J,) curve, thus obtaining the 
triangle ACB” with CB” = X,)],. It is claimed, however, that 115 to 120% voltage is required, which might 
not be allowed by some manufacturers. Alternative methods for measuring the stator leakage reactance 
X,, are to be presented in the chapter on the testing of SGs. Zero-power factor load testing may be used 
for temperature on load estimation without requiring active power full load. 


4.9.4 V, —I, Characteristic, [, = ct., cos@, = ct., n, = n, = ct. 


The V, — I, characteristic refers to terminal voltage vs. load current I, for balanced load at constant field 
current, load power factor, and speed. 

To obtain the V, — I, curve, full real load is necessary, so that it is feasible only on small and medium 
power autonomous SGs at the manufacturer’s site, or the testing may be performed after the commis- 
sioning at the user’s site. 

The voltage equation, phasor diagram, and the no-load saturation curve should provide information 
so that, with magnetic saturation coarsely accounted for, V,(J,) can be calculated for given load impedance 
per phase Z,(Z,, @,) (Figure 4.26a through Figure 4.26c): 


LR +Z, I=£,- jXala- jXq1, 


1,(R.+R,)+1,(R+R,)+ j(Xa+X1)la+ j(X,+Xi) 1, =E, (4.91) 


cos@, = R, 
=— 
Z 


As Figure 4.26b suggests, Equation 4.91 may be divided into two equations: 
E, =1,(R,.+R,)+(Xat+Xz)(1a)s1, <0 


(4.92) 


? q 


0=(R,+R,)(-1,)-(X, + Xz) 1,31, >0 
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FIGURE 4.26 V,-—I, curve: (a) the experimental arrangement, (b) the phasor diagram for load Z,, and (c) the curves. 


with [, given, E, is extracted from the no-load saturation curve. Then, with cos @, given, we may choose 
to modify R, (load resistance) only as X; is 


X,=R, tang, (4.93) 


Then, Equation 4.92 can be simply solved to calculate I, and I,. The phase current J, is 


Leaiel (4.94) 


Finally, the corresponding terminal voltage V, is 


R 
1. (4.95) 
COs, 


Y= 


Typical V,(I,) curves are shown in Figure 4.26c. The voltage decreases with load (J,) for resistive (@, 
= 0) and resistive-inductive (@, > 0) load, and it increases and then decreases for resistive-capacitive load 
(@, < 0). Such characteristics may be used to calculate the voltage regulation AV;: 
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(a ) _ E,-V, _ no_load _ voltage —load _ voltage 
"Zh ieos Tp E no_load _ voltage 


(4.96) 


Autonomous SGs are designed to provide operation at rated load current and rated voltage and a 
minimum (lagging) power factor COs @min = 0.60.8 (point N on Figure 4.26c). It should be evident that 
I,, should be notably smaller than J,... 

Consequently, 


X asat 


V, 
= Xpqp <13Z, =— (4.97) 
n Iy 


The airgap in SGs for autonomous operation has to be large to secure such a condition. Consequently, 
notable field current mmf is required. Thus, the power loss in the field winding increases. This is one 
reason to consider permanent magnet rotor SGs for autonomous operation for low to medium power 
units, even though full-power electronics are needed. 

Note that for calculations with errors (below 1 to 2%) when using Equation 4.92, careful consideration 
of the magnetic saturation level that depends simultaneously on I,, I, 1, must be considered. This subject 
will be treated in more detail in Chapter 5. 


4.10 Synchronous Generator Operation at Power Grid 
(in Parallel) 


SGs in parallel constitute the basis of a regional, national, or continental electric power system (grid). 
SGs have to be connected to the power grid one by one. 

For the time being, we will suppose that the power grid is of infinite power, that is, of fixed voltage, 
frequency, and phase. In order to connect the SGs to the power grid without large current and power 
transients, the amplitude, frequency, sequence, and phase of the SG no-load voltages have to coincide 
with the same parameters of the power grid. As the power switch does not react instantaneously, some 
transients will always occur. However, they have to be limited. Automatic synchronization of the SG to 
the power grid is today performed through coordinated speed (frequency and phase) and field current 
control (Figure 4.27). 


3~ power grid 


Prime mover 


| —— | 


Automatic speed and 
I field current control 
FE 


AC-DC ~— for synchronization 
and P and Q control 


FIGURE 4.27 Synchronous generator connection to the power grid. 
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FIGURE 4.28 Synchronous generator phasor diagram (zero losses). 


The active power transients during connection to the power grid may be positive (generating) or 
negative (motoring) (Figure 4.27). 


4.10.1 The Power/Angle Characteristic: P, (dy) 


The power (internal) angle 8, is the angle between the terminal voltage V, and the field-current-produced 
emf E,. This angle may be calculated for the autonomous and for the power-grid-connected generator. 
Traditionally, the power/angle characteristic is calculated and widely used for power-grid-connected 
generators, mainly because of stability computation opportunities. For a large power grid, the voltage 
phasors in the phasor diagram are fixed in amplitude and phase. For clarity, we neglect the losses in the 
SG. We repeat here the phasor diagram in Figure 4.17a but with R, = 0 (Figure 4.28). 

The active and reactive powers P,, Q, from Equation 4.60 and Equation 4.61 with R, = 0 become 


PB = 3E,I, me 3(Xam im X, Maly (4.98) 
Q, =-3E,Iy— 3X41; - 3X, 1; (4.99) 
From Figure 4.28, 
V, -E£ Vi si 
l=  cosOy, 1 a, = sin by (4.100) 
Xq X, 


With Equation 4.100, Equation 4.98 and Equation 4.99 become the following: 


3E,V; si 3 1 1 |. 
pees ye sin 28, (4.101) 
Xq 2 X, Xa 
Q,= 3E,V, cosdy 3V2 cos’ % sin? 
X4 X4 X, 
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FIGURE 4.29 (a) Active P, and (b) reactive Q, powers vs. power angle 5). 


The unity power factor is obtained with Q, = 0, that is, 


(4.102) 


(E:a=0 = uo, Pa eine 


For the same power angle 6, and V,, E, should be larger for the salient pole rotor SG, as X, > X,. The 
active power has two components: one due to the interaction of stator and rotor fields, and the second 
one due to the rotor magnetic saliency (Xj > X,). 

As in standard salient pole rotor SGs, X,/X, < 1.7, the second term in P,, called here saliency active 
power, is relatively small unless the SG is severely underexcited: E, « V,. For given E,, V,, the SG reactive 
and active power delivery depend on the power (internal) angle 5, (Figure 4.29a and Figure 4.29b). 

The graphs in Figure 4.29a and Figure 4.29b warrant the following remarks: 


+ The generating and motoring modes are characterized (for zero losses) by positive and, respec- 
tively, negative power angles. 

As 6, increases up to the critical value 6,,, which corresponds to maximum active power delivery 
P,,, the reactive power goes from leading to lagging for given emf E,, V, frequency (speed) @,. 
The reactive power is independent of the sign of the power angle 6, 

In salient pole rotor SGs, the maximum power P,, for given V,, E, and speed, is obtained for a 
power angle 5, < 90°, while for nonsalient pole rotor SGs, Xq = (1 — 1.05)X,; yx = 90°. 

The rated power angle 5,, is chosen around 22 to 30° for nonsalient pole rotor SGs and around 
30 to 40° for salient pole rotor SGs. The lower speed, higher relative inertia, and stronger damper 
cage of the latter might secure better stability, which justifies the lower power reserve (or ratio 
Pix/P),)- 


4.10.2 The V-Shaped Curves: I,(J,), P, = ct., V, = ct., n = ct. 


The V-shaped curves represent a family of I,(I,) curves, drawn at constant V,, speed (@,), with active 
power P, as a parameter. The computation of a V-shaped curve is straightforward once E,(I;) — the no- 
load saturation curve — and X, and X, are known. Unfortunately, when I, varies from low to large 
values, so does I, (that is, I,, I,)s magnetic saturation varies, despite the fact that, basically, the total flux 
linkage ‘Y¥, ~ V,/@, remains constant. This is due to rotor magnetic saliency (Xj # X,), where local 


saturation conditions vary notably. However, to a first approximation, for constant V, and @, (that is 
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FIGURE 4.30 V-shaped curves: (a) P,/5, assisting curves with J; as parameter and (b) the I,(I;) curves for 
constant P,. 


,), with E, calculated at a first fixed total flux, the value of M,, stays constant, and thus, E, = M;, - Ip 


V, : 
0, = Cy + Ip Cry = 7 Ipg is the field current value that produces E, = V,, at no load. 
FO 


For given I,, E; = C,, x I, and P, assigned a value from (4.101), we may compute 6,. Then, from 
Equation 4.103, the corresponding stator current I, can be found: 


2 2 
—E,+ V,cosd V, sind 
L=/G+P = 14 Vy} 4+} v 4.103 
1 d q [ x; xX ( ) 


As expected, for given active delivered power, the minimum value of stator current is obtained for a 
field current I, corresponding to unity power factor (Q, = 0). That is, (E,)Iimin = (E,)qi-o may be 
determined from Equation 4.103 with 6, already known from Equation 4.101. Then, I, = E,/C,,. The 
maximum power angle admitted for a given power P, limits the lowest field current admissible for 
steady state. 

Finally, graphs as shown in Figure 4.30a and Figure 4.30b are obtained. 

Knowing the field current lower limit, for given active power, is paramount in avoiding an increase 
in the power angle above 5,,. In fact, 6,, decreases with an increase in P,. 


4.10.3 The Reactive Power Capability Curves 


The maximum limitation of I; is due to thermal reasons. However, the SG heating depends on both J, 
and I,, as both winding losses are very important. Also, [,, I, and 6, determine the core losses in the 
machine at a given speed. 

When a reactive power request is increased, the increase in I, raises the field-winding losses and thus 
the stator-winding losses (the active power P,) have to be limited. 

The rationale for V-shaped curves may be continued to find the reactive power Q, for the given P, 
and J,. As shown in Figure 4.30, there are three distinct thermal limits: I, limit (vertical), I, limit 
(horizontal), and the end-winding overheating (inclined) limit at low values of field current. To explain 
this latest, rather obscure, limitation, refer to Figure 4.31. 
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FIGURE 4.31 End-region field path for the underexcited synchronous generator. 


For the underexcited SG, the field-current- and armature-current-produced fields have angles smaller 
than 90° (the angle between J, and J, in the phasor diagram). Consequently, their end-winding fields 
more or less add to each other. This resultant end-region field enters at 90° the end-region stator 
laminations and produces severe eddy current losses that thermally limit the SG reactive power absorption 
(Q, < 0). This phenomenon is so strong because the retaining ring solid iron eddy currents (produced 
solely by the stator end-windings currents) are small and thus incapable of attenuating severely the end- 
region resultant field. This is because the solid iron retaining ring is not saturated magnetically, as the 
field current is small. When the SG is overexcited, this phenomenon is not important, because the stator 
and rotor fields are opposite (J, and I, phase-angle shift is above 90°) and the retaining magnetic ring is 
saturated by the large field current. Consequently, the stator end-windings-current-produced field in the 
stator penetrates deeply into the retaining rings, producing large eddy currents that further attenuate 
this resultant field in the end-region zone (the known short-circuit transformer effect on inductance). 
The Q,(P,) curves are shown in Figure 4.32. 
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FIGURE 4.32 Reactive power capability curves for a hydrogen-cooled synchronous generator. 


© 2006 by Taylor & Francis Group, LLC 


4-42, Synchronous Generators 


The reduction of hydrogen pressure leads to a reduction of reactive and active power capability of the 
machine. 

As expected, the machine reactive power absorption capability (Q, < 0) is notably smaller than reactive 
power capability. Both the end-region lamination loss limitation and the rise of the power angle closer 
to its maximum limitation, seem to be responsible for such asymmetric behavior (Figure 4.32). 


4.10.4 Defining Static and Dynamic Stability of Synchronous Generators 


The fact that SGs require constant speed to deliver electric power at constant frequency introduces special 
restrictions and precautionary measures to preserve SG stability, when tied to an electric power system 
(grid). The problem of stability is complex. To preserve and extend it, active speed and voltage (active 
and reactive power) closed-loop controls are provided. We will deal in some detail with stability and 
control in Chapter 6. Here, we introduce the problem in a more phenomenological manner. Two main 
concepts are standard in defining stability: static stability and dynamic stability. 

The static stability is the property of an SG to remain in synchronism to the power grid in the presence 
of slow variations in the shaft power (output active power, when losses are neglected). According to the 
rising side of the P,(5,) curve (Figure 4.28), when the mechanical (shaft) power increases, so does the 
power angle 6,,, as the rotor slowly advances the phase of E,, with the phase of V, fixed. When 6, increases, 
the active power delivered electrically, by the SG, increases. 

In this way, the energy balance is kept, and no important energy increment is accumulated in the 
inertia of the SG. The speed remains constant, but when P, increases, so does 6,. The SG is statically 
stable if OP,/d6, > 0. 

We denote by P,, this power derivative with angle and call it synchronization power: 


oF, 
08y 


=3E,V, cosy movil = fas, (4.104) 


d q 


Ps= 


P,, is maximum at 6, = 0 and decreases to zero when 6, increases toward 6,,, where P,, = 0. 

At the extent that the field current decreases, so does 5,,, and thus, the static stability region diminishes. 
In reality, the SG is allowed to operate at values of 6,,, notably below 6,,, to preserve dynamic stability. 

The dynamic stability is the property of the SG to remain in synchronism (with the power grid) in 
the presence of quick variations of shaft power or of electric load short-circuit. As the combined inertia 
of SGs and their prime movers is relatively large, the speed and power angle transients are much slower 
than electrical (current and voltage) transients. So, for example, we can still consider the SG under 
electromagnetic steady state when the shaft power (water admission in a hydraulic turbine) varies to 
produce slow-speed and power-angle transients. The electromagnetic torque T, is thus, approximately, 


B- 3p,| EV si Vf 11 
fe Pi _ Pi} 4 , sin by qd sin 28, (4.105) 
QO, 0, Xq 2 X, Xy 


Consider a step variation of shaft power from P,,, to Py, (Figure 4.33a and Figure 4.33b) ina lossless SG. 

The SG power angle should vary slowly from 6,, to ,,. In reality, the power angle 6, will overshoot 
6,, and, after a few attenuated oscillations, will settle at 6,, if the machine remains in synchronism. 

Neglect the rotor damper cage effects that occur during transients. The motion equation is then written 
as follows: 


J ul = T,5@, 0,9 = an 


4.106 
p a dt ( ) 


with @,. equal to the synchronous speed. 
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FIGURE 4.33 Dynamic stability: (a) P,(8,) and (b) the area criterion. 
By multiplying Equation 4.106 by d6,/dt, one obtains 
J (dy) 
d | |=(Tuoe -T.)d8y =AT-ddy =dw (4.107) 
2p,\ dt 


Equation 4.107 illustrates the variation of kinetic energy of the prime-mover generator set translated 
in an acceleration area AA’B and a deceleration area BB’C: 


By, 

Wag =area_of _AA'B_triangle = i (Tosa - T, \d8y (4.108) 
5y 
8v3 

Wap = area_of _ BB'C _triangle = J (Tap -T, \a8 (4.109) 
by 


Only when the two areas are equal to each other is there hope that the SG will come back from B’ to 
B after a few attenuated oscillations. Attenuation comes from the asynchronous torque of damper cage 
currents, neglected so far. This is the so-called criterion of areas. 

The maximum shaft torque or electric power step variation that can be accepted with the machine 
still in synchronism is shown in Figure 4.34a and Figure 4.34b and corresponds to the case when point 
C coincides with C’. 

Let us illustrate the dynamic stability with the situation in which there is a loaded SG at power angle 
6,,. A three-phase short-circuit occurs at 6,,, with its transients attenuated very quickly such that the 
electromagnetic torque is zero (V, = 0, zero losses also). So, the SG starts accelerating until the short- 
circuit is cleared at 5,,., which corresponds to a few tens of a second at most. Then, the electromagnetic 
torque T, becomes larger than the shaft torque, and the SG decelerates. Only if 


Area_of _ABCD= Area_of _CB'B" (4.110) 


are there chances for the SG to remain in synchronism, that is, to be dynamically stable. 
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FIGURE 4.34 Dynamic stability ideal limits: (a) maximum shaft torque step variation from zero and (b) maximum 
short-circuit clearing time (angle: 6,,.— 5,,) from load. 


4.11 Unbalanced-Load Steady-State Operation 


SGs connected to the power grid, but especially those in autonomous applications, often operate on 


unbalanced three-phase loads. That is, the stator currents in the three phases have different amplitudes, 
and their phasing differs from 120°: 


IL,g=], cos(@,t-, ) 
Ri=% co oy ~y, (4.111) 


2 
LST, cof t+ 2} 


For balanced load, I, = I, = I, and Y, = Y, = Y3. These phase currents may be decomposed in direct, 
inverse, and homopolar sets according to Fortesque’s transform (Figure 4.35). 


1 i iz 
14,25 (Ls tals +a Io }sa=e'? 
_pr 

I, ==(I,+a I,+al,);a° =e 3 


In, =a 1433 (4.112) 
To, = al 433 
I, =al,; 
I =a, 
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FIGURE 4.35 The symmetrical component sets. 


Unfortunately, the superposition of the flux linkages of the current sets is admissible only in the absence 
of magnetic saturation. Suppose that the SG is nonsaturated and lossless (R, = 0). For the direct 
components I,,, Ig), [¢;, which produce a forward-traveling mmf at rotor speed, the theory unfolded so 
far still holds. So, we will write the voltage equation for phase A and direct component of current I,,: 


Vas = Eas — iXalagy ~ IX 


V,.=E om (4.113) 

The inverse (negative) components of stator currents I,-, I;-, and I~ produce an mmf that travels at 
opposite rotor speed ~@,. 

The relative angular speed of the inverse mmf with respect to rotor speed is thus 2@,. Consequently, 
voltages and currents are induced in the rotor damper windings and in the field winding at 2, frequency, 
in general. The behavior is similar to an induction machine at slip S = 2, but which has nonsymmetrical 
windings on the rotor and nonuniform airgap. We may approximate the SG behavior with respect to the 
inverse component as follows: 


(4.114) 


Unless the stator windings are not symmetric or some of the field coils have short-circuited turns E,_ 
=0.Z_is the inverse impedance of the machine and represents a kind of multiple winding rotor induction 
machine impedance at 2a, frequency. 

The homopolar components of currents produce mmfs in the three phases that are phase shifted 
spatially by 120° and have the same amplitude and time phasing. They produce a zero-traveling field in 
the airgap and thus do not interact with the rotor in terms of the fundamental component. The corre- 
sponding homopolar impedance is Z, = R, + jX), and 

pre. (4.115) 


So, 
Xi >X,>X_>Xy> Xo (4.116) 
The stator equation for the homopolar set is as follows: 
FL yy Xot+ Vay =9 (4.117) 
Finally, 


Vi=Var tVy_tVag (4.118) 
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Similar equations are valid for the other two phases. We assimilated here the homopolar with the 
stator leakage reactance (X,, ~ X)). The truth is that this assertion is not valid if chorded coils are used, 
when X, < X,. It seems that, due to the placement of stator winding in slots, the stator homopolar mmf 
has a steplike distribution with 1/3 as half-period and does not rotate; it is an AC field. This third—space 
harmonic-like mmf may be decomposed in a forward and backward wave and move both with respect 
to rotor and induce eddy currents, at least in the damper cage. Additional losses occur in the rotor. As 
we are not prepared by now theoretically to calculate Z_ and X,, we refer to some experiments to measure 
them so that we get some confidence in using the above theory of symmetrical components. 


4.12 Measuring X,, X,, Z_, Zp 


We will treat here some basic measurement procedures for SG reactances: X,, Xy Z, Zo. For example, to 
measure X, and X,, the open-field-winding SG, supplied with symmetric forward voltages (@,9, frequency) 
through a variable-ratio transformer, is driven at speed @,, which is very close to but different from the 
stator frequency @,, (Figure 4.36a and Figure 4.36b): 


@, = @,o *(1.01-1.02) (4.119) 


We need not precisely measure this speed, but notice the slow pulsation in the stator current with 
frequency ©, — , = (0.01-0.02),9. 

Identifying the maxima and minima in the stator voltage V,(¢) and current I,(t) leads to approximate 
values of X, and X;: 


(4.120) 


The slip S = (@, — @,)/@,) has to be very small so that the currents induced in the rotor damper cage 
may be neglected. If they are not negligible, X; and X, are smaller than in reality due to the damper eddy 
current screening effect. 

The saturation level will be medium if currents around or above the rated value are used. 

Identifying the voltage and current maxima, even if the voltage and current are digitally acquired and 
are off-line processed in a computer, is doable with practical precision. 

The inverse (negative) sequence impedance Z_ may be measured by driving the rotor, with the field 
winding short-circuited, at synchronous speed ,, while feeding the stator with a purely negative sequence 
of low-level voltages (Figure 4.37). The power analyzer is used to produce the following: 


Vice aa 
|Z_|= i. ;R_= z (4.121) 
x_=,|z_|-(R) (4.122) 


Again, the frequency of currents induced in the rotor damper and field windings is 2@,, = 2@,, and the 
corresponding slip is S = 2.0. Alternatively, it is possible to AC supply the stator between two phases only: 


ZS (4.123) 
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FIGURE 4.36 Measuring X, and X,: (a) the experimental arrangement and (b) the voltage and current waveforms. 

This time the torque is zero and thus the SG stays at standstill, but the frequency of currents in the 
rotor is only @,) = @,. (The negative sequence impedance will be addressed in detail in Chapter 8 of 
Synchronous Generators on SG testing.) The homopolar impedance Z, may be measured by supplying 


the stator phases connected in series from a single-phase AC source. The test may be made at zero speed 
or at rated speed ,) (Figure 4.38). For the rated speed test, the SG has to be driven at shaft. The power 


analyzer yields the following: 
3V, P 2 
Zj\=— Ra x aalZ ; (4.124) 
24) STi Re of Zo] - 


A good portion of R, is the stator resistance R, so Ry = Rj. 
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FIGURE 4.37 Negative sequence testing for Z_. 
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FIGURE 4.38 Measuring homopolar Z). 


The voltage in measurements for Z and Z, should be made low to avoid high currents. 


4.13 The Phase-to-Phase Short-Circuit 


The three-phase (balanced) short-circuit was already investigated in a previous paragraph with the 
current I,..: 


E 
lye == 4.125 
ey ( ) 


The phase-to-phase short-circuit is a severe case of unbalanced load. When a short-circuit between two 
phases occurs, with the third phase open, the currents are related to each other as follows (Figure 4.39a): 


Tp =—Ig = 1g25 Vg = Ves I, =0 (4.126) 


From Equation 4.109, the symmetrical components of I, are as follows: 


Lag 5(ala 4° Lo) = 5(-4 Jes = 


(4.127) 
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FIGURE 4.39 Unbalanced short-circuit: (a) phase-to-phase and (b) single-phase. 


The star connection leads to the absence of zero-sequence current. 
The terminal voltage of phase A, V,, for a nonsalient pole machine (X; = X, = X,) is obtained from 
Equation 4.115 with Equation 4.112 and Equation 4.113: 


Vi Nog TV ot Ving = Ey = ge Tg a wel SS 


j i (4.128) 
=E,, pba Z_) 
In a similar way, 
2 2 Jhicr pea 
V,=a V,,taV, =a E,, Ty ia X, aZ_) 
(4.129) 
iI 
V.=aV,,+aV, =aE,, 7 (aiX.-a°Z_} 
But, V, = V, and thus 
Jhcr . 
E,, =-—=( jx, +Z_ (4.130) 
At iB (j +7tZ ) 
and 
3 j 
V,=21,Z.=-2V, (4.131) 
3 
Finally, 
E,,U 
ih a: = jf3 Farle) (4.132) 
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A few remarks are in order: 


Equation 4.132, with the known no-load magnetization curve, and the measured short-circuit 
current I,.,, apparently allows for the computation of negative impedance if the positive one 
jX, =jXq for nonsalient pole rotor SG, is given. Unfortunately, the phase shift between E,, and 
I,. is hard to measure. Thus, if we only: 


(4.133) 


Equation 4.132 becomes usable as 


(4.134) 


RMS values enter Equation 4.134. 

Apparently, Equation 4.131 provides a good way to compute the negative impedance Z_ directly, 
with V, and I,., measured. Their phase shift can be measured if the SG null point is used as 
common point for V, and ,,. measurements. 

During a short-circuit, even in phase to phase, the airgap magnetic flux density is small and 
distorted. So, it is not easy to verify (Equation 4.131), unless the voltage V, and current J,,, are 
first filtered to extract the fundamental. 

Only Equation 4.132 is directly usable to approximate X_, with X, unsaturated known. As X, >> 
X_ for strong damper cage rotors, the precision of computing X_ from the sum (X, + X_) is not 
so good 


In a similar way, as above for the single-phase short-circuit (Figure 4.39b), 


3E,,( 
X,+X 4X, = Sele) (4.135) 
scl 
with X, > X_> Xp. 
To a first approximation, 
Latiot iy e334 (4.136) 


for an SG with a strong damper cage rotor. 

E,, should be calculated for the real field current J,, but, as during short-circuit the real distortion 
level is low, the unsaturated value of X;, should be used: E,, = I Xp) unsaturated 

Small autonomous SGs may have the null available for single-phase loads; thus, the homopolar 
component shows up. 

The negative sequence currents in the stator produce double-frequency-induced currents in the 
rotor damper cage and in the field windings. If the field winding is supplied from a static power 
converter, the latter prevents the occurrence of AC currents in the field winding. Consequently, 
notable overvoltages may occur in the latter. They should be considered when designing the field- 
winding power electronics supply. Also, the double-frequency currents in the damper cage, pro- 
duced by the negative component set, have to be limited, as they affect the rotor overtemperature. 
So, the ratio L/I,, that is the level of current unbalance, is limited by standards below 10 to 12%. 
A similar phenomenon occurs in autonomous SGs, where the acceptable level of current unbalance 
L/I, is given as a specification item and then considered in the thermal design. Finally, experiments 
are needed to make sure that the SG can really stand the predicted current unbalance. 
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+ The phase-to-phase or single-phase short-circuits are extreme cases of unbalanced load. The 
symmetrical components method presented here can be used for actual load unbalance situations 
where the +, —, 0 current components sets may be calculated first. A numerical example follows. 


Example 4.3 


A three-phase lossless two-pole SG with S, = 100 KVA, at V,, = 440 V and f, = 50 Hz, has the 
following parameters: x, = xq = x, = 0.6 PU., x_ = 0.2 PU, x) = 0.12 P.U. and supplies a single- 
phase resistive load at rated current. Calculate the load resistance and the phase voltages V,, V,, Vc 
if the no-load voltage E,, = 500 V. 


Solution 


We start with the computation of symmetrical current components sets (with I, = I, = 0): 
k=l. =ly = 1/3 


The rated current for star connection I, is 


j= Se = 0000 51 4 
V3V,, 3-440 
The nominal impedance Z,, is 
goin oe 19360) 


OY ABLE a(S 18t 
So, 


X, =Z,x, =1.936X0.6=1.1616 Q 
X_=Z,x_ =1.936x0.2 = 0.5872 Q 


Xp = Z,,Xp = 1.936 0.12 = 0.23232 Q 


From Equation 4.112, the positive sequence voltage equation is as follows: 


V 


Yat = 


E,,- iX1,13 


From Equation 4.113, 


Also, from Equation 4.116, 
Vigo =~ IXol, 13 
The phase of voltage V, is the summation of its components: 


Vi, =£ 4, — (X,+X_ +X), 13 


© 2006 by Taylor & Francis Group, LLC 


4-52, Synchronous Generators 


j(X, + X_+ Xo)I,/3 


y = 0.333 rad 


FIGURE 4.40 Phase A phasor diagram. 


As the single-phase load was declared as resistive, I, is in phase with V,, and thus, 
I, 
Eq, = Vast G(X, +X +Xo)F 
A phasor diagram could be built as shown in Figure 4.40. 


With E,, = 500 V/sqrt(3) = 280 V and I, = 131 A known, we may calculate the phase voltage of 
loaded phase, V;: 


2 


Va= [Et -[(X.+X_+X)I, 13} = (289) [ (1.1616+0.3872+ 0.23232)-131/3 } 
= 278.348 V 


The voltages along phases B and C are 


eee ee 1, i= I 
V,=Ewe 3 1X ro IG jX_ pate 3 iX r 
3 3 
2 20 20 
Cay ae ee Ae = Oe 
Migs Ege SIR SIR ee AS a 


E 4, = Egy es) = 0.333 rad 
The real axis falls along V, and I,, in the horizontal direction: 


= —83.87 — jx 270[V] 


V; 
V¢ =—188.65+ j213.85[V] 


The phase voltages are no longer symmetric (V, = 278 V, V; = 282.67 V, V. = 285 V). The voltage 
regulation is not very large, as x, = 0.6, and the phase voltage unbalance is not large either, because 
the homopolar reactance is usually small, x) = 0.12. Also small is X_ due to a strong damper cage 
on the rotor. A small x, presupposes a notably large airgap; thus, the field-winding mmf should be 
large enough to produce acceptable values of flux density in the airgap on no load (B,.,, = 0.7-0.75 
T) in order to secure a reasonable volume SG. 
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FIGURE 4.41 Synchronous condenser. 
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FIGURE 4.42 (a) Phasor diagrams and (b) reactive power of synchronous condenser. 


4.14 The Synchronous Condenser 


As already pointed out, the reactive power capability of a synchronous machine is basically the same for 
motor or generating mode (Figure 4.28b). It is thus feasible to use a synchronous machine as a motor 
without any mechanical load, connected to the local power grid (system), to “deliver” or “drain” reactive 
power and thus contribute to overall power factor correction or (and) local voltage control. The reactive 
power flow is controlled through field current control (Figure 4.41). 

The phasor diagram (with zero losses) springs from voltage Equation 4.54 with I, = 0 and R, = 0 
(Figure 4.42a and Figure 4.42b): 


Vi =£,-jXaIgsl =], (4.137) 


The reactive power Q, (Equation 4.102), with 6, = 0, is 
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(A-Mi) 
Q, =3V, = -3V,1, (4.138) 
d 
3V, x 
Q=— x= d (4.139) 
xX E,/V,-1 


As expected, Q, changes sign at E, = V, and so does the current: 


>0 for E,/V,>1 


(4.140) 
<0 for E,/V,<1 


1a=(V-B)XaX| 


Negative I, means demagnetizing I, or E, > V,. As magnetic saturation depends on the resultant magnetic 
field, for constant voltage V,, the saturation level stays about the same, irrespective of field current I,. So, 


E,~0,(Mma), Ip (4.141) 


Y 


Also, X, should not vary notably for constant voltage V,. The maximum delivered reactive power depends 
on I,, but the thermal design should account for both stator and rotor field-winding losses, together with 
core losses located in the stator core. 

It seems that the synchronous condenser should be designed at maximum delivered (positive) reactive 
power Qimax! 


V, Bin VY, 
Qin = 39 [ Eins (Zeman) Vi jhe ; Ve ; 


(4.142) 


To reduce the size of such a machine acting as a no-load motor, two pole rotor configurations seem to 
be appropriate. The synchronous condenser is, in fact, a positive/negative reactance with continuous 
control through field current via a low power rating AC—DC converter. It does not introduce significant 
voltage or current harmonics in the power systems. However, it makes noise, has a sizeable volume, and 
needs maintenance. These are a few reasons for the increase in use of pulse-width modulator (PWM) 
converter controlled capacitors in parallel with inductors to control voltage in power systems. Existing 
synchronous motors are also used whenever possible, to control reactive power and voltage locally while 
driving their loads. 


4.15 Summary 


+ Large and medium power SGs are built with DC excitation windings on the rotor with either 
salient or nonsalient poles. 

+ Salient rotor poles are built for 2p, > 4 poles and nonsalient rotor poles for 2p, = 2, 4. 

* The stator core of SGs is made of silicon-steel laminations (generally 0.5 mm thick), with uniform 
slotting. The slots house the three-phase windings. 

+ The stator core is made of one piece only if the outer diameter is below 1 m; otherwise, it is made 
of segments. Sectionable cores are wound section by section, and the wound sections are mounted 
together at the user’s site. 

+ The slots in SGs are generally open and provided with nonmagnetic or magnetic wedges (to reduce 
emf harmonic content). 
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Stator windings are of single- and double-layer types and are made of lap (multiturn) coils or the 
bar-wave (single-turn) coils (to reduce the lengthy connections between coils). 

Stator windings are generally built with integer slots/pole/phase q; only for a large number of poles 
2p, > 16 to 20, q may be fractionary: 3.5, 4.5 (to reduce the emf harmonics content). 

The symmetric AC currents of stator windings produce a positive mmf wave that travels with the 
@,/p, angular speed (with respect to the stator) w, = 27f,, with f, equal to the frequency of currents. 
The core of salient pole rotors is made of a solid iron pole wheel spider on top of which 2p, salient 
poles usually made of laminations (1 mm thick in general) are placed. The poles are attached to 
the pole wheel spider through hammer or dove-tail keybars or bolts and screws with end plates. 
Nonsalient pole rotors are made of solid iron with machined radial slots over two thirds of 
periphery to house distributed field-winding coils. Constrained costs and higher peripheral speeds 
have led to solid cores for nonsalient poles rotors with 2p, = 2, 4 poles. 

The rotor poles are provided with additional (smaller) slots filled with copper or brass bars short- 
circuited by partial or total end rings. This is the damper winding. 

The airgap flux density produced by the rotor field windings has a fundamental and space har- 
monics. They are to be limited in order to reduce the stator emf (no load voltage) harmonics. The 
larger airgap under the salient poles is used for the scope. Uniform airgap is used for nonsalient 
poles, because their distributed field coils produce lower harmonics in the airgap flux density. The 
design airgap flux density flat top value is about 0.7 to 0.8 T in large and medium power SGs. 
The emf harmonics may be further reduced by the type of stator winding (larger or fractionary 
q, chorded coils). 

The airgap flux density of the rotor field winding currents is a traveling wave at rotor speed Q, = 
,/P;. 

When @, = @,, the stator AC current and rotor DC current airgap fields are at standstill with each 
other. These conditions lead to an interaction between the two fields, with nonzero average 
electromagnetic torque. This is the speed of synchronism or the synchronous speed. 

When an SG is driven at speed @, (electrical rotor angular speed; Q, = @,/p, is the mechanical 
rotor speed), the field rotor DC currents produce emfs in the stator windings with frequency @, 
that is @, = @,. If a balanced three-phase load is connected to the stator terminals, the occuring 
stator currents will naturally have the same frequency @, = @,; their mmf will, consequently, 
produce an airgap traveling field at the speed ©, = @,. Their phase shift with respect to phase emfs 
depends on load character (inductive-resistive or capacitive-resistive) and on SG reactances (not 
yet discussed). This is the principle of the SG. 

The airgap field of stator AC currents is called the armature reaction. 

The phase stator currents may be decomposed in two components (Ij, J,), one in phase with the 
emf and the other at 90°. Thus, two mmfs are obtained, with airgap fields that are at standstill 
with respect to the moving rotor. One along the d (rotor pole) axis, called longitudinal, and the 
other one along the q axis, called transverse. This decomposition is the core of the two-reaction 
theory of SGs. 

The two stator mmf fields are tied to rotor d and q axes; thus, their cyclic magnetization reactances 
Xm and X,,, may be easily calculated. Leakage reactances are added to get Xj and X,, the synchro- 
nous reactances. With zero damper currents and DC field currents on the rotor, the steady-state 
voltage equation is straightforward: 


IR +V, = E,- jxXal, ra X11, =1,+1, 


The SG “delivers” both active and reactive power, P; and Q,. They both depend on X,, X,, and R, 
and on the power angle 6,, which is the phase angle between the emf and the terminal voltage 
(phase variables). 
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Core losses may be included in the SG equations at steady state as pure resistive short-circuited 
stator fictitious windings with currents that are produced by the resultant airgap or stator phase 
linkage. 

The SG loss components are stator winding losses, stator core losses, rotor field-winding losses, 
additional losses (mainly in the rotor damper cage), and mechanical losses. The efficiency of large 
SGs is very good (above 98%, total, including field-winding losses). 

The SGs may operate in stand-alone applications or may be connected to the local (or regional) 
power system. No-load, short-circuit, zero-power factor saturation curves, together with the 
output V,(I,) curve, fully characterize stand-alone operation with balanced load. Voltage regulation 
tends to be large with SGs as the synchronous reactances in P.U. (x, or x,) are larger than 0.5 to 
0.6, to limit the rotor field-winding losses. 

Operation of SGs at the power system is characterized by the angular curve P,(6,), V-shaped 
curves I,(I,) for P, = ct., and the reactive power capability Q,(P,). 

The P,(5,) curve shows a single maximum value at 6,, < 90°; this critical angle decreases when 
the field current I, decreases for constant stator terminal voltage V, and speed. 

Static stability is defined as the property of SG to remain at synchronism for slow shaft torque 
variations. Basically, up to 6, = dy, the SG is statically stable. 

The dynamic stability is defined as the property of the SG to remain in synchronism for fast shaft 
torque or electric power (short-circuiting until clearing) transients. The area criterion is used to 
forecast the reserve of dynamic stability for each transient. Dynamic stability limits the rated power 
angle 22 to 40°, much less than its maximum value 6), < 90°. 

The stand-alone SG may encounter unbalanced loads. The symmetrical components (Fortesque) 
method may be applied to describe SG operation under such conditions, provided the saturation 
level does not change (or is absent). Impedances for the negative and zero components of stator 
currents, Z_and Z,, are defined, and basic methods to measure them are described. In general, 
|Z +| >|Z_| SZ, , and thus, the stator phase voltage imbalance under unbalanced loads is not 
very large. However, the negative sequence stator currents induce voltages and produce currents 
of double stator frequency in the rotor damper cage and field winding. Additional losses are 
present. They have to be limited to keep rotor temperature within reasonable limits. The maximum 
L/L, ratio is standardized (for power system SGs) or specified (for stand-alone SGs). 

The synchronous machine acting as a motor with no shaft load is used for reactive power absorp- 
tion (J; small) or delivery (J; large). This regime is called a synchronous condenser, as the machine 
is seen by the local power system either as a capacitor (I, large, overexcited E, > V,) or as an 
inductor (J, small, underexcited machine E,/V, < 1). Its role is to raise or control the local power 
factor or voltage in the power system. 
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5.1 Introduction 


The previous chapter dealt with the principles of synchronous generators (SGs) and steady state based 
on the two-reaction theory. In essence, the concept of traveling field (rotor) and stator magnetomotive 
forces (mmfs) and airgap fields at standstill with each other has been used. 

By decomposing each stator phase current under steady state into two components, one in phase with 
the electromagnetic field (emf) and the other phase shifted by 90°, two stator mmfs, both traveling at 
rotor speed, were identified. One produces an airgap field with its maximum aligned to the rotor poles 
(d axis), while the other is aligned to the q axis (between poles). 

The d and q axes magnetization inductances X,,, and X,,, are thus defined. The voltage equations with 
balanced three-phase stator currents under steady state are then obtained. 

Further on, this equation will be exploited to derive all performance aspects for steady state when 
no currents are induced into the rotor damper winding, and the field-winding current is direct. Though 
unbalanced load steady state was also investigated, the negative sequence impedance Z_ could not be 
explained theoretically; thus, a basic experiment to measure it was described in the previous chapter. 
Further on, during transients, when the stator current amplitude and frequency, rotor damper and 
field currents, and speed vary, a more general (advanced) model is required to handle the machine 
behavior properly. 

Advanced models for transients include the following: 


* Phase-variable model 
* Orthogonal-axis (d—q) model 
* Finite-element (FE)/circuit model 


The first two are essentially lumped circuit models, while the third is a coupled, field (distributed 
parameter) and circuit, model. Also, the first two are analytical models, while the third is a numerical 
model. The presence of a solid iron rotor core, damper windings, and distributed field coils on the 
rotor of nonsalient rotor pole SGs (turbogenerators, 2p, = 2,4), further complicates the FE/circuit 
model to account for the eddy currents in the solid iron rotor, so influenced by the local magnetic 
saturation level. 

In view of such a complex problem, in this chapter, we are going to start with the phase coordinate 
model with inductances (some of them) that are dependent on rotor position, that is, on time. To 
get rid of rotor position dependence on self and mutual (stator/rotor) inductances, the d—-q model 
is used. Its derivation is straightforward through the Park matrix transform. The d—q model is then 
exploited to describe the steady state. Further on, the operational parameters are presented and 
used to portray electromagnetic (constant speed) transients, such as the three-phase sudden short- 
circuit. 

An extended discussion on magnetic saturation inclusion into the d—q model is then housed and 
illustrated for steady state and transients. 

The electromechanical transients (speed varies also) are presented for both small perturbations 
(through linearization) and for large perturbations, respectively. For the latter case, numerical solutions 
of state-space equations are required and illustrated. 

Mechanical (or slow) transients such as SG free or forced “oscillations” are presented for electromag- 
netic steady state. 

Simplified d—q models, adequate for power system stability studies, are introduced and justified in 
some detail. Illustrative examples are worked out. The asynchronous running is also presented, as it is 
the regime that evidentiates the asynchronous (damping) torque that is so critical to SG stability and 
control. Though the operational parameters with s = @j lead to various SG parameters and time constants, 
their analytical expressions are given in the design chapter (Chapter 7), and their measurement is 
presented as part of Chapter 8, on testing. 

This chapter ends with some FE/coupled circuit models related to SG steady state and transients. 
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FIGURE 5.1 Phase-variable circuit model with single damper cage. 


5.2 The Phase-Variable Model 


Sink (motor) 


Source 
(generator) 


5-3 


The phase-variable model is a circuit model. Consequently, the SG is described by a set of three stator 
circuits coupled through motion with two (or a multiple of two) orthogonally placed (d and q) damper 
windings and a field winding (along axis d: of largest magnetic permeance; see Figure 5.1). The stator 
and rotor circuits are magnetically coupled with each other. It should be noticed that the convention of 
voltage—current signs (directions) is based on the respective circuit nature: source on the stator and sink 
on the rotor. This is in agreement with Poynting vector direction, toward the circuit for the sink and 


outward for the source (Figure 5.1). 


The phase-voltage equations, in stator coordinates for the stator, and rotor coordinates for the rotor, 
are simply missing any “apparent” motion-induced voltages: 


A ee ao 
dt 
d¥ , 
ipRs tv, =— 
B°SS b dt 
dt 
icRs + v, =-—— 
CASS dt 
d¥, 
Ip Rp =—- 
D*\D dt 
dv 
igRg =-——* 
Q“Q dt 
d¥ , 
an ars 


(5.1) 


The rotor quantities are not yet reduced to the stator. The essential parts missing in Equation 5.1 are the 
flux linkage and current relationships, that is, self- and mutual inductances between the six coupled 


circuits in Figure. 5.1. For example, 
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Wy = Lag li t Laply + Lach. + Lap ly + Lvl + Lage (5.2) 


Let us now define the stator phase self- and mutual inductances L,,, Lpg, Leos Lag, Lpc, and Lo, for a 
salient-pole rotor SG. For the time being, consider the stator and rotor magnetic cores to have infinite 
magnetic permeability. As already demonstrated in Chapter 4, the magnetic permeance of airgap along 
axes d and q differ (Figure 5.2). The phase A mmf has a sinusoidal space distribution, because all space 
harmonics are neglected. The magnetic permeance of the airgap is maximum in axis d, P;, and minimum 
in axis q and may be approximated to the following: 


P,+P, (P,-P, 
P(0,,) = Py + P, cos20,, = 5 + a cos 26,, (5.3) 


So, the airgap self-inductance of phase A depends on that of a uniform airgap machine (single-phase 
fed) and on the ratio of the permeance P(0,,)/(P) + P;) (see Chapter 4): 


4 2 
Lagg = (WiKi) (P, + P,cos28,, ) (5.4) 
l hog. 
P, +4 P, == Hot stack ;P, P, = HoT ‘stack 5 Sed < Be (5.5) 
Sed eq 
Also, 
Lang = Ly + L, 60828,, (5.6) 


To complete the definition of the self-inductance of phase A, the phase leakage inductance L, has to be 
added (the same for all three phases if they are fully symmetric): 


La, = Ly + Ly + L, cos20,, (5.7) 


Ideally, for a nonsalient pole rotor SG, L, = 0 but, in reality, a small saliency still exists due to a more 
accentuated magnetic saturation level along axis q, where the distributed field coil slots are located. 


| Se(9er) 


t- Pole pitch 
Istack- Stack length 
g.(0,,) - Variable equivalent airgap 


90° Bo, = 0 Oo. = 90° 0, = 180° 


(stack) 
Ut stack 
P ( er) eer ar a 
. Se(9ex) 
Ber 


— 


FIGURE 5.2 The airgap permeance per pole versus rotor position. 
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In a similar way, 


2 
lg Eg th cox(20, + Z| (5.8) 


2 
Leg = ly tIy+Ly cos{ 20, “ =| (5.9) 


The mutual inductance between phases is considered to be only in relation to airgap permeances. It 
is evident that, with ideally (sinusoidally) distributed windings, L,,(0,,) varies with 0,, as L,. and again 
has two components (to a first approximation): 


2 
Dig = Le = big Law cos{ 20, -#) (5.10) 
Now, as phases A and B are 120° phase shifted, it follows that 


Lago = Ly cos —— = -— (5.11) 


The variable part of L,, is similar to that of Equation 5.9 and thus, 


Lam = Ly (5.12) 


Relationships 5.11 and 5.12 are valid for ideal conditions. In reality, there are some small differences, 
even for symmetric windings. Further, 


L 2 
yc = Ly =F +h cos( 20, 2) (5.13) 


L 
Lela as L, cos20,, (5.14) 


FE analysis of field distribution with only one phase supplied with direct current (DC) could provide 
ground for more exact approximations of self- and mutual stator inductance dependence on 6,,. Based 
on this, additional terms in cos(46,,) even 60,,, may be added. For fractionary q windings, more intricate 
0,, dependences may be developed. 

The mutual inductances between stator phases and rotor circuits are straightforward, as they vary with 
cos(0,,) and sin(6,,). 


er? 


Lap = M; cosO,, 


Ly =M,; cs 8, (5.15) 


2 
Le =M, cos, +2) 


© 2006 by Taylor & Francis Group, LLC 


5-6 Synchronous Generators 


Lap = Mp cos8,, 


2 
Lgp = Mp co(, -2) 


21 
Loa = Mp cs 8, 4 
(5.15 cont.) 
Lyag =—Mgsin8,, 


F 21 
Liq = —Mg in(0, = =| 
: 2 
Leg =-Mg in(0, + =| 
Notice that 


= (Lin + Lam) 
2 


ae (Lin — Lam) 
2; 


(5.16) 


Lj, and L,,, were defined in Chapter 4 with all stator phases on, and M, is the maximum of field/armature 
inductance also derived in Chapter 4. 
We may now define the SG phase-variable 6 x 6 matrix IE ABCDQ (0...) : 


A B (e f D Q 
_4 _4 
Ly+f+ | 2"? Pie 
A o% MM, cos@r Mf, cos@r —MacosGr 
5 aca co 204-2 co 20+ 22 
B 
[Easerad Ged = 
C 
f 
D 
Q 


(5.17) 


A mutual coupling leakage inductance Ly, also occurs between the field winding f and the d-axis cage 

winding D in salient-pole rotors. The zeroes in Equation 5.17 reflect the zero coupling between orthogonal 

windings in the absence of magnetic saturation. L's, , pn »Lom are typical main (airgap permeance) self- 

inductances of rotor circuits. L';, Lp), Lg are the leakage inductances of rotor circuits in axes d and q. 
The resistance matrix is of diagonal type: 
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Rapoiig = Diag| R,,R, Re R} Rb» Ro | (5.18) 


Provided core losses, space harmonics, magnetic saturation, and frequency (skin) effects in the rotor 
core and damper cage are all neglected, the voltage/current matrix equation fully represents the SG at 
constant speed: 


-d 
[Lesage ][Rasan0 | + [ Vise | = Tape a 
af Lanne | (5.19) 
= [ Zanqpe (6,, 5 [cope i an ee ever 
with 
t dO 
Vasc = [+Va.+Ve,+Vo.—V;0,0 | ; = =O, (5.20) 
T 
Ae eee ey e074 (5.21) 


The minus sign for V; arises from the motor association of signs convention for rotor. 

The first term on the right side of Equation 5.19 represents the transformer-induced voltages, and the 
second term refers to the motion-induced voltages. 

Multiplying Equation 5.19 by [Isgcpa]" yields the following: 


do} L 0... 
Cokes =5[Iasaoo |’ Steere Ne, = 
2 (5.22) 


FAL li “Lascpo (6., ) ‘[ Lasane I+ [ Tasco li err ][ Rasewe ] 


The instantaneous power balance equation (Equation 5.22) serves to identify the electromagnetic power 
that is related to the motion-induced voltages: 


Pom = — [Fanaa ii [Lavan (6,, ) |[ Lxope Jo, (5.23) 


P.,, should be positive for the generator regime. 
The electromagnetic torque T, opposes motion when positive (generator model) and is as follows: 


0} L 0., 
T,= CHE ) = n [ cel. [ a MF reson (5.24) 
it 1 er 
The equation of motion is 
; IY = Tag ~ TS =O, (5.25) 
ut 
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The phase-variable equations constitute an eighth-order model with time-variable coefficients (induc- 
tances). Such a system may be solved as it is either with flux linkages vector as the variable or with the 
current vector as the variable, together with speed , and rotor position 8,, as motion variables. 

Numerical methods such as Runge—Kutta—Gill or predictor-corrector may be used to solve the system 
for various transient or steady-state regimes, once the initial values of all variables are given. Also, the 
time variations of voltages and of shaft torque have to be known. Inverting the matrix of time-dependent 
inductances at every time integration step is, however, a tedious job. Moreover, as it is, the phase- 
variable model offers little in terms of interpreting the various phenomena and operation modes in an 
intuitive manner. 

This is how the d—q model was born — out of the necessity to quickly solve various transient operation 
modes of SGs connected to the power grid (or in parallel). 


5.3. The d-q Model 


The main aim of the d—q model is to eliminate the dependence of inductances on rotor position. To do 
so, the system of coordinates should be attached to the machine part that has magnetic saliency — the 
rotor for SGs. 

The d—q model should express both stator and rotor equations in rotor coordinates, aligned to rotor 
d and q axes because, at least in the absence of magnetic saturation, there is no coupling between the 
two axes. The rotor windings f, D, Q are already aligned along d and q axes. The rotor circuit voltage 
equations were written in rotor coordinates in Equation 5.1. 

It is only the stator voltages, V,, Vz, V., currents I,, Iz, I;, and flux linkages V,, ‘¥,, ‘¥. that have to 
be transformed to rotor orthogonal coordinates. The transformation of coordinates ABC to d—q0, known 
also as the Park transform, valid for voltages, currents, and flux linkages as well, is as follows: 


2 2 
cos(—0,, ) co{-8, + =| cos{-8, - | 


[P(0.)]= 5 sin(-0,,) sn(-0, +2] sin(-0, -7] (5.26) 
2 Z a 
So, 

Va Va 
V, =|P(6.,)|- Vp (5.27) 
Vo Ve 
i mn 
1,|=|P(®..)|-|Zs (5.28) 
I i 
y y, 
Eos =|P(6.,) |Y, (5.29) 
Yo Yo 
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The inverse transformation that conserves power is 


[P(0.)}'=3[P(0.)] (6.30) 


The expressions of Y,, ‘¥,, ‘¥. from the flux/current matrix are as follows: 


MP saan a |Lanqn 8.) Leese (5.31) 


The phase currents I, Ip, I, are recovered from Ij, I,, I, by 


Ll i 
ir 

a =51P() | I, (5.32) 

Ic fi 


: Dog F : . : 
An alternative Park transform uses [2 instead of 2/3 for direct and inverse transform. This one is fully 


orthogonal (power direct conservation). 


The rather short and elegant expressions of ‘Y,, ‘¥,, ‘Y are obtained as follows: 


@ 


Yi = (ta foto 425i my +Mply 


3 . 
- -(u eo een wen 31) +Mol; (5.33) 
Wy = (Lat Ly +2L ago ) p53 Las ® Ly 12 
From Equation 5.16, 
3 
Lim = 5 lh +L,); 
(5.34) 
3 
l= 5 (bo -L,) 


are exactly the “cyclic” magnetization inductances along axes d and q as defined in Chapter 4. So, Equation 
5.33 becomes 


Y= Lgl +My, I, +Mplh; 


(5.35) 
Iq = Ly + Lan 
W, =L,1,+ Mold; — 
L, = Ly + Lam 
Yo = Lal (5.37) 
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| 
ca) 
S 
WA 
< 


FIGURE 5.3. The d—q model of synchronous generators. 


In a similar way for the rotor, 


3 
Wi, =(Lip + Ln )F +5Mylit+Mplp 

r Tr r 3 a: 
Y, = (Lov+ Lom Ib +5 Mola + M pli (5.38) 


=| ‘a+ Low )lo+5 Mol 


As seen in Equation 5.37, the zero components of stator flux and current ‘Yo, I, are related simply by the 
stator phase leakage inductance L,; thus, they do not participate in the energy conversion through the 
fundamental components of mmfs and fields in the SGs. 

Thus, it is acceptable to consider it separately. Consequently, the d—q transformation may be visualized 
as representing a fictitious SG with orthogonal stator axes fixed magnetically to the rotor d—q axes. The 
magnetic field axes of the respective stator windings are fixed to the rotor d—q axes, but their conductors 
(coils) are at standstill (Figure 5.3) — fixed to the stator. The d-q model equations may be derived directly 
through the equivalent fictitious orthogonal axis machine (Figure 5.3): 


(5.39) 


The rotor equations are then added: 


© 2006 by Taylor & Francis Group, LLC 


Synchronous Generators: Modeling for (and) Transients 5-11 


ipRp == (5.40) 


In Equation 5.39, we assumed that 


(5.41) 


The assumptions are true if the windings d—q are sinusoidally distributed and the airgap is constant but 
with a radial flux barrier along axis d. Such a hypothesis is valid for distributed stator windings to a good 
approximation if only the fundamental airgap flux density is considered. The null (zero) component 
equation is simply as follows: 


di, a 
ijR.4V)S-by = 
dt dt 
(5.42) 
(1, +Iy+Ic) 
a 


The equivalence between the real three-phase SG and its d-q model in terms of instantaneous power, 
losses, and torque is marked by the 2/3 coefficient in Park’s transformation: 


Valat Vala +Vala=3 (Vala + Vly +2Velo) 


o a4 


(5.43) 
T.=-=pi(Waly—Y ala) 
R(H+G+R)=5R, (G+ +28) (5.44) 


The electromagnetic torque, T,, calculated in Equation 5.43, is considered positive when opposite to 


: . 2 : : 
motion. Note that for the Park transform with ie coefficients, the power, torque, and loss equivalence 


in Equation 5.43 and Equation 5.44 lack the 3/2 factor. Also, in this case, Equation 5.38 has iB instead 


of 3/2 coefficients. 
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FIGURE 5.4 Inductances of d—q model. 


The motion equation is as follows: 


J dw, 3 
aes Tt +5 p,(Wal, - Pal.) (5.45) 


Reducing the rotor variables to stator variables is common in order to reduce the number of induc- 
tances. But first, the d—q model flux/current relations derived directly from Figure 5.4, with rotor variables 
reduced to stator, would be 


Wy = Lyly + Lim (Ia + In + I; ) 

W, = Lil, + Lym (Ty + Iq) 

W = Lgl, + Lim (Ia + Ip +1; ) (5.46) 
Wy = Lyly + Lin (Ia + In + I, ) 

Wq = Lolo + Lan (I, + 1a) 


The mutual and self-inductances of airgap (main) flux linkage are identical to L,,, and L,,,, after rotor 


qm 
to stator reduction. Comparing Equation 5.38 with Equation 5.46, the following definitions of current 
reduction coefficients are valid: 


I; =I; -Ky 

Ip =15:Kp 

an ae a (5.47) 
M 

Kpe—t 
Lan 
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M 
Kyp=—2 
Lan 
M. 
Kg=—* 
Lom 


We may now use coefficients in Equation 5.38 to obtain the following: 


r 2 Lim 
yy Smt Wy = Lgl y + Lin (Ly + 1p +12) 
3 M; 


with 
L _2 r iis r 2 
ae? Ma a 
2 Lan 
‘fm > a el 
3 M; 
2 Lim ~] 
3 M;Mp 
Poe Ep HLpylp tla (I; +Ip t+], 
D 3 Mp D pitp T Lad (1, D a) 
with 
L r Le = Tt 2 1 
‘DI ” v2, ‘DI 3 K2 
2L 
Lom a on = 
3 M2 
2L, 
oh (ed 
° 3 Mo Q QI*Q q ( q a) 
with 
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(5.47 cont.) 


(5.48) 


(5.49) 


(5.50) 


(5.51) 


(5.52) 


(5.53) 


We still need to reduce the rotor circuit resistances Ry , Rp, Ro and the field-winding voltage to stator 


quantities. This may be done by power equivalence as follows: 
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Finally, 


Synchronous Generators 


(5.54) 


(5.55) 


(5.56) 


Notice that resistances and leakage inductances are reduced by the same coefficients, as expected for 


power balance. 


A few remarks are in order: 


+ The “physical” d—q model in Figure 5.4 presupposes that there is a single common (main) flux 
linkage along each of the two orthogonal axes that embraces all windings along those axes. 

+ The flux/current relationships (Equation 5.46) for the rotor make use of stator-reduced rotor 
current, inductances, and flux linkage variables. In order to be valid, the following approximations 


have to be accepted: 


(5.57) 


+ The validity of the approximations in Equation 5.57 is related to the condition that airgap field 
distribution produced by stator and rotor currents, respectively, is the same. As far as the space 
fundamental is concerned, this condition holds. Once heavy local magnetic saturation conditions 


occur (Equation 5.57), there is a departure from reality. 
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* No leakage flux coupling between the d axis damper cage and the field winding (Lyp1 = 0) was 
considered so far, though in salient-pole rotors, Lj # 0 may be needed to properly assess the SG 
transients, especially in the field winding. 

* The coefficients Kp Kp; Ko used in the reduction of rotor voltage (V; ), currents I t »15, Ig; leakage 
inductances Ly Lop Lan and resistances Ry , Rp, Ro; to the stator may be calculated through ana- 
lytical or numerical (field distribution) methods, and they may also be measured. Care must be 
exercised, as Kp Kp; Ko depend slightly on the saturation level in the machine. 

+ The reduced number of inductances in Equation 5.46 should be instrumental in their estimation 
(through experiments). 


2S: : : . ; 
Note that when fe is used in the Park transform (matrix), Kj, Kp, Kg in Equation 5.47 all have to be 


multiplied by fe , but the factor 2/3 (or 3/2) disappears completely from Equation 5.48 through 


Equation 5.57 (see also Reference [1]). 


5.4 The per Unit (P.U.) d-q Model 


T id 


Once the rotor variables (V;,I;,Tp,Tg,Ry>Rp»Ro.U'g, Li, Lq) have been reduced to the stator, according 
to relationships 5.47, 5.54, 5.55, and 5.56, the P.U. d-q model requires base quantities only for the stator. 
Though the selection of base quantities leaves room for choice, the following set is widely accepted: 


V,= v, V2 — peak stator phase nominal voltage (5.58a) 
I,= fas, — peak stator phase nominal current (5.58b) 
S, = 3V,,1,, — nominal apparent power (5.59) 
®, =@,, — rated electrical angular speed (@,, = p,,,,) (5.60) 


Based on this restricted set, additional base variables are derived: 


Ty = as base torque (5.61) 
Wy, 
V, : 
Y,=— — base flux linkage (5.62) 
®, 
V,..v, 
= cs = ao base impedance (valid also for resistances and reactances) (5.63) 
b n 
re 
L,=— — base inductance (5.64) 
@, 
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Inductances and reactances are the same in P.U. values. Though in some instances time is also provided 
with a base quantity t, = 1/@,, we chose here to leave time in seconds, as it seems more intuitive. 
The inertia is, consequently, 


2 
1 1 
H, -12] goed (5.65) 
2 PD Sp 
It follows that the time derivative in P.U. terms becomes 
1 
é > i 3s a (Laplace operator) (5.66) 
dt @, dt My 


The P.U. variables and coefficients (inductances, reactances, and resistances) are generally denoted by 
lowercase letters. 

Consequently, the P.U. d—q model equations, extracted from Equation 5.39 through Equation 5.41, 
Equation 5.43, and Equation 5.46, become 


ld % . Li, +l bite, ) 
—— =O, — tat, — Vas = byl in \4 U t 
oo a4 Wa7 a>Wa = bla t bam \la + tp Fp 
1d _ 3 . a: 1 F : 
o, a@ "4 =O Wa — tals — Vas Wq = tata + im (iy + ig) 
: ea Int — V, 
@, dt 0 ‘0% — Vo 
ld Sead La ad (i at +ir) 
—— =-t4rr. VPS =[y1 in \1 1 1 
@, dt f ee 
(5.67) 

Fay = Hints Wo = Lorin + lan (ig + ip tip) 
a D D'D3 Wp =! pity Tham \ta + Ip + Ip 
ld 
—_— =-Iofo3 =Ioig tim (ig +4 
©, dt Q ala We = lala al 2) 

d Tig T, 
2H, =terap — test sna = Mt ps e 

dt Ty Ty, 

: . 1 dO. ; i, 

te =-(Wui, — Wala) dt —_ 0, ;0., im radians 


with t, equal to the P.U. torque, which is positive when opposite to the direction of motion (generator 
mode). 

The Park transformation (matrix) in P.U. variables basically retains its original form. Its usage is 
essential in making the transition between the real machine and d—q model voltages (in general). v,(t), 
v(t), vt), and t,,q(t) are needed to investigate any transient or steady-state regime of the machine. 
Finally, the stator currents of the d-q model (i,, i,) are transformed back into i,, iz, i- so as to find the 
real machine stator currents behavior for the case in point. 

The field-winding current I; and the damper cage currents I, Ig are the same for the d-q model and 
the original machine. Notice that all the quantities in Equation 5.67 are reduced to stator and are, thus, 
directly related in P.U. quantities to stator base quantities. 

In Equation 5.67, all quantities but time f and H are in P.U. measurements. (Time ¢ and inertia H are 
given in seconds, and q@, is given in rad/sec.) Equation 5.67 represents the d—q model of a three-phase 
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SG with single damper circuits along rotor orthogonal axes d and q. Also, the coupling of windings along 
axes d and q, respectively, is taking place only through the main (airgap) flux linkage. 

Magnetic saturation is not yet included, and only the fundamental of airgap flux distribution is 
considered. 

Instead of P.U. inductances Jams lam lar dnp Iq the corresponding reactances may be used: xg Xan Xpp 
Xpp Xp as the two sets are identical (in numbers, in P.U.). Also, [g= ly + lane Xa= Xat Xam by = bat lane Xq 


= Xe + Xom* 


5.5 The Steady State via the d-q Model 


During steady state, the stator voltages and currents are sinusoidal, and the stator frequency @, is equal 
to rotor electrical speed ®, = @, = constant: 


Vaac()= veo 0, -(i- | 


(5.68) 
F 2 
Ty .pc(t)=IV2 coo, -Q,- (1) | 
Using the Park transformation with 0,, = @,t+ 0, the d—q voltages are obtained: 
2 2 2 
me {(vscneot-0,)+ valde -0, t), vette -0, 4)! 
(5.69) 
2 : . 2 2 
Vio = (v, (t)sin(—6,,)+ valosin(-0, + a velo -0, - *\| 
Making use of Equation 5.68 in Equation 5.69 yields the following: 
Vio = v2 cos8, 
(5.70) 
Vio = -Vy2 sin 05 
In a similar way, we obtain the currents I) and Io: 
Tyo = IV2 cos(8, +@,) 
(5.71) 


Lio =—Iy2 sin(®, +@,) 


Under steady state, the d—q model stator voltages and currents are DC quantities. Consequently, for 
steady state, we should consider d/dt = 0 in Equation 5.67: 


Vio = 0, P40 _ Lot 3 ¥ 40 = LyTqo ton! 


a qm q0 


V0 = —O,Y go — Lyot3 Pao = bald + hin (Zio + Tyo) 
Vpn = tpl pos po = byl pot bin( Lao t+ Lyo) (5.72) 
Tp = Igo = 03 no = Lam Lao + Lp )5 ba = bin + ba 


t,= -(P aolqo —P rola )s¥o0 =.= 
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@, positive 


3 
-(F-80)=% 
ly + 14,,)1 
lag Lo ae dm)Lao ©, = ©, 


lamlio 


is + lam)qo 


jO,Veo Generator 
torque 


FIGURE 5.5 The space-phasor (vector) diagram of synchronous generators. 


We may now introduce space phasors for the stator quantities: 


F =Paot TE go 


Too = Lao + Hlg0 (5.73) 


Vio = Vao + IVi0 


The stator equations in Equation 5.72 thus become 


Vig = tly 70) (5.74) 


The space-phasor (or vector) diagram corresponding to Equation 5.73 is shown in Figure 5.5. With 
©, > 0, both the active and reactive power delivered by the SG are positive. This condition implies that 
Ty) goes against I) in the vector diagram; also, for generating, I, falls along the negative direction of axis 
q. Notice that axis q is ahead of axis d in the direction of motion, and for @, > 0, Iso and Vso are contained 
in the third quadrant. Also, the positive direction of motion is the trigonometric one. The voltage 
vector Vo will stay in the third quadrant (for generating), while [,, may be placed either in the third or 
fourth quadrant. We may use Equation 5.71 to calculate the stator currents Ij, I) provided that Vig, Voo 
are known. 

The initial angle 8, of Park transformation represents, in fact, the angle between the rotor pole (d 
axis) axis and the voltage vector angle. It may be seen from Figure 5.5 that axis d is behind V.), which 
explains why 


0, =-[ B00] (5.75) 
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Making use of Equation 5.74 in Equation 5.70, we obtain the following: 


Vig =-VV2 sin 5yo <0 


V0 =-Vv2 cosdyy <0 
(5.76) 
Tao = -1y2 sin(5y, +@,) <0 


La= —1V2 cos(8yo +9) <0 for generating 


The active and reactive powers P, and Q, are, as expected, 


3 
P= 5(Vaolao+ V. I, ) = 3VI.cos@, 


qo“ qo 


(5.77) 
3 : 
Qi = F(Violio — Violin )= 3VEsin g, 


In P.U. quantities, vag = —V X sin8,o, Vgo = —VCOSH,9, tg9 = —iSiN(H,9 + 1), and igo = —icos(, + @,). 
The no-load regime is obtained with I) = Ig = 0, and thus, 


Vio =0 

(5.78) 
Vio = -0,F a0 = —O, lanl fo = -v/J2 
For no load in Equation 5.74, 6, = 0 and J = 0. Vj is the no-load phase voltage (RMS value). 


For the steady-state short-circuit Vay = V4 = 0 in Equation 5.72. If, in addition, r, ~ 0, then I,, = 0, and 


_ slain T po . 
d0sc —~ 5) 


li (5.79) 
Te. = Taose 2 


where I,., is the phase short-circuit current (RMS value). 


Example 5.1 


A hydrogenerator with 200 MVA, 24 kV (star connection), 60 Hz, unity power factor, at 90 rpm 
has the following P.U. parameters: J3,, = 0.6, Ig, = 0.4, Jy = 0.15, r, = 0.003, Ip = 0.165, and r; = 
0.006. The field circuit is supplied at 800 V,.. (V¢ = 800 V). 


When the generator works at rated MVA, cos@, = 1 and rated terminal voltage, calculate the 
following: 


. Internal angle 8,, 
. BU. values of Vag, Voos Laos Loo 
. Airgap torque in P.U. quantities and in Nm 


. PU. field current I, and its actual value in Amperes 


ew nN 


Solution 


1. The vector diagram is simplified as cos(@, = 1 (@, = 0), but it is worth deriving a formula to directly 
calculate the power angle 8,p. 


© 2006 by Taylor & Francis Group, LLC 


5-20 Synchronous Generators 


Using Equation 5.70 and Equation 5.71 in Equation 5.72 yields the following: 


fe ated @, 1, I cos, — 7,1 sing, 
ie V+rIcos@,+@,/,I sing, 


with @, = 0 and @, = 1,1 = 1 P.U. (rated current), and V = 1 P.U. (rated voltage): 


_,1x0.45x1x1—0.0 
1+0.003x1x1x0 


dy = tan = 24.16° 


2. The field current can be calculated from Equation 5.72: 


Vy Igo? —@,1gLag _ 0.912 + 0.912 0.003+ 1-(0.6 + 0.15)0.4093 


q = 2.036 P.U. 
Lim 1.0-0.6 


ify = 
The base current is as follows: 


i= Jp a Sun2 _ 200-10° V2 
on av, f3-24000 


3. The field circuit P.U. resistance r, = 0.006, and thus, the P.U. field circuit voltage, reduced to the 
stator is as follows: 


= 6792 A 


V' po =p To = 2.036 x 0.006 = 12.216 10 P.U. 


Now with Vv; = 800 V, the reduction to stator coefficient K; for field current is 


2 Vy 2 800 
aan 24000. 
MEO" 19216107 sa 
i) 
Consequently, the field current (in Amperes) I’, is 
ipo*L, — 2.036-6792 
Ijpe = OIE 2015 A 
Ky 2.224 
So, the excitation power: P.,, = Vfl ;o = 800 x 6218 = 4.9744 MW. 
4. The P.U. electromagnetic torque is 
t, = p, +7,1° =1.0+0.003- 1’ = 1.003 
The torque in Nm is (2p, = 80 poles) as follows: 
200 x 10° 
T.=t:T,= ion 21.295 x 10° Nm(!) 
2m -60/ 40 
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5.6 The General Equivalent Circuits 


Replace d/dt in the P.U. d—q model (Equation 5.67) by using the Laplace operator s/@,, which means that 
the initial conditions are implicitly zero. If they are not, their values should be added. 

The general equivalent circuits illustrate Equation 5.67, with d/dt replaced by s/q, after separating the 
main flux linkage components Y,,,, V 


dm? ~ qm* 


Ya = Ila tins Py = LI, a 
W sas = bins (Ta + Ip + Ty ) SY om = lam (1+ Ta) 


Hp = lly +B ams Po = lal + Pam (5.80) 


[ ren =-V, 
My, 


with 


tat Ela |= EM (5.81) 
b 


s s 
Is +e tt +V,-0,F, =-— Vin 
®, QO, 


qm 


[n+ Eu Jury, +0,P, =‘ 
Wy, MO, 


Equation 5.81 evidentiates three circuits in parallel along axis d and two equivalent circuits along axis 
q. It is also implicit that the coupling of the circuits along axis d and q is performed only through the 
main flux components ‘Y;,, and ‘V,,,, Magnetic saturation and frequency effects are not yet considered. 

Based on Equation 5.81, the general equivalent circuits of SG are shown in Figure 5.6a and Figure 
5.6b. A few remarks on Figure 5.6 are as follows: 


* The magnetization current components J,,, and I,,, are defined as the sum of the d-q model 
currents: 


5.82 
Tom = 1, +I 


+ There is no magnetic coupling between the orthogonal axes d and q, because magnetic saturation 
is either ignored or considered separately along each axis as follows: 


Bg (4. ) stan Tan 4 2, slows Lon Lea lg 
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= 1 
; wo, ©! 
IVEY 
1 
oS 
M5 : Ty —OrWg 
Ip1 A d 
- YY) S 
ry " | \NW. 
| Tam = 1q+ I¢+ Ip 
I =I, 1 
| Sj Wp Op 
Wp Dil 
Va 
col hae: Ss Ss 
py =— 
I 
| 
I 
V 
= Tp iG 
I 
I 
I y y 
ae 
B 
(a) 
Sy 
I OW, r, Op sl 3 ; 
pcan Aa mM Q 
I 
I 
Igm=Ig+1 s sy Ss 
am=Ig+ Iq la 3 yal 3 ale 
I 
I 
Vv s s J | 
: Ys I3 | 
| 
I 
ff I 
| 
y y 
D 
(b) 


FIGURE 5.6 General equivalent circuits of synchronous generators: (a) along axis d and (b) along axis q. 


* Should the frequency (skin) effect be present in the rotor damper cage (or in the rotor pole 
solid iron), additional rotor circuits are added in parallel. In general, one additional circuit 
along axis d and two along axis q are sufficient even for solid rotor pole SGs (Figure 5.6a and 
Figure 5.6b). In these cases, additional equations have to be added to Equation 5.81, but their 
composure is straightforward. 

* Figure 5.6a also exhibits the possibility of considering the additional, leakage type, flux linkage 
(inductance, Ij) between the field and damper cage windings, in salient pole rotors. This induc- 
tance is considered instrumental when the field-winding parameter identification is checked after 
the stator parameters were estimated in tests with measured stator variables. Sometimes, J) is 
estimated as negative. 

+ For steady state, s = 0 in the equivalent circuits, and thus, the voltages V,,; and Vcp are zero. 
Consequently, Ing = Igo = 0, Via = —1¢ Lj and the steady state d—q model equations may be “read” 
from Figure 5.6a and Figure 5.6b. 
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+ The null component voltage equation in Equation 5.80: 
s : 
Vo +] %) +—l lip =0 
, 
does not appear, as expected, in the general equivalent circuit because it does not interfere with 


the main flux fundamental. In reality, the null component may produce some eddy currents in 
the rotor cage through its third space-harmonic mmf. 


5.7 Magnetic Saturation Inclusion in the d-q Model 


The magnetic saturation level is, in general, different in various regions of an SG cross-section. Also, the 
distribution of the flux density in the airgap is not quite sinusoidal. However, in the d—q model, only the 
flux-density fundamental is considered. Further, the leakage flux path saturation is influenced by the main 
flux path saturation. A realistic model of saturation would mean that all leakage and main inductances 
depend on all currents in the d~q model. However, such a model would be too cumbersome to be practical. 

Consequently, we will present here only two main approximations of magnetic saturation inclusion in 
the d—q model from the many proposed so far [2-7]. These two appear to us to be representative. Both 
include cross-coupling between the two orthogonal axes due to main flux path saturation. While the first 
presupposes the existence of a unique magnetization curve along axes d and gq, respectively, in relation to 
total mmf (I, = 4/1, an tL . ), the second curve fits the family of curves Pon (Lam, an gee! amotqm )>» Keep- 
ing the dependence on both J,,, and Ion. 

In both models, the leakage flux path saturation is considered separately by defining transient leakage 
inductances [5 ,lpi51p: 


l | 
Walt Sti, <lsh= +I; 


‘Ss 


Alpi 


‘ . 
pt = Lp) aoe ip <lp) 


D 


(5.83) 
; An . 
Ty = ae <Iq 


al 
ley =I + = 2 lpi 


Ke) 


Each of the transient inductances in Equation 5.83 is considered as being dependent on the respective 
current. 


5.7.1 The Single d-q Magnetization Curves Model 


According to this model of main flux path saturation, the distinct magnetization curves along axes d and 
q depend only on the total magnetization current J, [2, 3]. 


m 


Dia) Oe acl Eon Vlog tae To 
Tim = 1g +Ip +1; (5.84) 


Tan = 1+ Ig 
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Wam(m) Yam 


In= Vdgt Ipt 1p? + (Ig + IQ)? 


= 


I 


m 
FIGURE 5.7 The unique d—q magnetization curves. 


Note that the two distinct, but unique, d and q axes magnetization curves shown in Figure 5.7 represent 
a disputable approximation. It is only recently that finite element method (FEM) investigations showed 
that the concept of unique magnetization curves does not hold with the SG for underexcited (draining 
reactive power) conditions [4]: I,, < 0.7 P.U. For I,, > 0.7, the model apparently works well for a wide 
range of active and reactive power load conditions. The magnetization inductances |,,, and J, are also 
functions of I,,, only 


Yam = Lam (i ): Lan 


(5.85) 
Pam = lam (I, )- Tim 
with 
Pw (Ln 
te (ie ) = a | ) 
m (5.86) 
Yin (fe) 


Notice that the WE slay Ean le) may be obtained through tests where either only one or both compo- 
nents (Ian. Ty) of magnetization current I, are present. This detail should not be overlooked if coherent 
results are to be expected. It is advisable to use a few combinations of Jj, and I,,, for each axis and use 


curve-fitting methods to derive the unique magnetization curves 0 a ce 8 Based on Equation 
5.85 and Equation 5.86, the main flux time derivatives are obtained: 


a on oe dp Tin Fan I Aan dI,, 
dt a, a TFA 


(5.87) 


AY om = dF om ds, ; Tan + ME a I A am dn, 
dt d,, dt I, PB \™ 
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with 
Loy, AL, 
dy, _ qm qm +4 Lan Din (5.88) 
dt I, dt  I,, dt 
Finally, 
dl 
BY sin =a Tan ay, qm 
dt dt d 
(5.89) 
dt dl 
qm bev Ain + . qm 
dt dt dt 
Tipe cs. Mae 
Lad = Vane + lim r 
m m (5.90) 
he - 
Tog = Lome lam tim 
Dn Tn 
I 
lam = yam = (lame — Lam ) Lan 
‘dqm dm ‘dm ‘dm }*dm 
vin = (law — ln) ff (5.91) 
Lame a Lam = Lie > Liv 
] _ OP 
‘dmt dl, 
; (5.92) 
aY om 
Link = dl, 
The equality of coupling transient inductances 1,,,, = [,4, between the two axes is based on the 


reciprocity theorem. Jj, and [,,,, are the so-called differential d and q axes magnetization inductances, 
while lig, aNd Ljqm are the transient magnetization self-inductances with saturation included. All of these 
inductances depend on both Jj, and Ign, while Lan Lani tame lg depend only on I,,. 


qm 


For the situation when DC premagnetization occurs, the differential magnetization inductances 1,,,, 


and I,,,, should be replaced by the so-called incremental inductances Lak 


qm : 


i AY in 
Ly = 
" (5.93) 
: AY om 
Lom = a 


Ii, and La are related to the incremental permeability in the iron core when a superposition of DC and 
alternating current (AC) magnetization occurs (Figure 5.8). 

The normal permeability of iron LL, = B,,/H,,, is used when calculating the magnetization inductances 
4, and I,,,: Wa = 4B,,/dH,, for Ij, and [,,,, and 1; = AB,,/AH,, (Figure 5.8) for the incremental magneti- 


. qm? m 
zation inductances J,,, and [,,4. 
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FIGURE 5.8 Iron permeabilities. 


For the incremental inductances, the permeability 1; corresponds to a local small hysteresis cycle (in 
Figure 5.8), and thus, u; < Uy < H,. For zero DC premagnetization and small AC voltages (currents) at 
standstill, for example, U; ~ (100 — 150) [1,, which explains why the magnetization inductances correspond 
to [,, and is rather than to /,,, and J,,, and are much smaller than the latter (Figure 5.9). 

Once Len (Lin )s Lon Lin)» lain (Lin )> loin Lin )> Mam Lin )> Lim (Im) are determined, either through field analysis or 
through experiments, then agin ams Lom)> lag Can Tgm) May be calculated with J;,, and I,,,, given. Interpo- 
lation through tables or analytical curve fitting may be applied to produce easy-to-use expressions for 
digital simulations. 

The single unique d—q magnetization curves model included the cross-coupling implicitly in the 
expressions of ‘V,, and ‘Y,,,, but it considers it explicitly in the d‘Y;,,/dt and d'¥,,,/dt expressions, that is, 
in the transients. Either with currents [ans Zon I Ins I@ > 9,, or with flux linkages Pa. Yon Lp Yo» 
Yo, @,, 9,, (or with quite a few intermediary current, flux-linkage combinations) as variables, models 
based on the same concepts may be developed and used rather handily for the study of both steady states 
and transients [5]. The computation of Y;,, (I, tee (I, ) functions or their measurement from standstill 
tests is straightforward. 

This tempting simplicity is payed for by the limitation that the unique d—q magnetization curves 
concept does not seem to hold when the machine is notably underexcited, with the emf lower than the 
terminal voltage, because the saturation level is smaller despite the fact that I, is about the same as that 
for the lagging power factor at constant voltage [4]. 


qne 


FIGURE 5.9 Typical per unit (P.U.) normal, differential, and incremental permeabilities of silicon laminations. 
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This limitation justifies the search for a more general model that is valid for the whole range of the 
active (reactive) power capability envelope of the SG. We call this the multiple magnetization curve model. 


5.7.2 The Multiple d-q Magnetization Curves Model 


This kind of model presupposes that the d and q axes flux linkages ‘Y, and Y, are explicit functions of 
Ielotat 


@ ~ dn? “qm* 


qm + Lams dm = sq + Yims 


Hg = Dlg t bag (Lg + Le) + bim( Lp +L + La) = lala + bag 
Wo = LyLg + lam (Tq +L) + ag (La + Lp +15) = lal + lomslam + baglam = alg + Y ons 

= [gly + hin (Lp + Lp + 1a) + hag (Lg +L) = aly + bamslam + lala = aly + tin (5.94) 
W p= lol y + ban(Ip + Ln + La) + bag (Ly +1) = bol + Vand an + bagd gm = boil + ¥ ase 


Ho = Loy y + bag (Lp +10 + La) + bam (Lg + Le) = baal + laglan + lomslam = lait + ans 


Now, 1,,, and J,,,, are functions of both J,,, and I,,,. Conversely, Pans Lan Lg) ANd Loins Lane Lm) are two 
families of magnetization curves that have to be found either by computation or by experiments. 
For steady state, I, = Ig = 0, but otherwise, Equation 5.94 holds. Basically, the ‘,,,, and ‘Y,,,,, curves 


dms qms 
look like as shown in Figure 5.10: 


Yams = Lams (Lam > Tom Mam 


Yams = Tosins (lai > Lom pee 


(5.95) 


Once this family of curves is acquired (by FEM analysis or by experiments), various analytical approxi- 
mations may be used to curve-fit them adequately. 

Then, with ‘Y,, Yo Pp Yo, Po Op» and 0,, as variables and I 6 Ip Le Ip and I, as dummy variables, the 
Lams Lan Tam)» Yams Cdn Ion) functions are used in Equation 5.94 to calculate iteratively each time step, 
the dummy variables. 

When using flux linkages as variables, no additional inductances responsible for cross-coupling mag- 
netic saturation need to be considered. As they are not constant, their introduction does not seem practical. 
However, such attempts keep reoccurring [6, 7], as the problem seems far from a definitive solution. 


Vams (lam) 


lam = 0 


lam = Larmimax 


VWams (Igm) 


FIGURE 5.10 Family of magnetization curves. 


© 2006 by Taylor & Francis Group, LLC 


5-28 Synchronous Generators 


Considering cross-coupling due to magnetic saturation seems to be necessary when calculating the 
field current, stator current, and power angle, under steady state for given active and reactive power and 
voltage, with an error less than 2% for the currents and around a 1° error for the power angle [4, 7]. 
Also, during large disturbance transients, where the main flux varies notably, the cross-coupling satura- 
tion effect is to be considered. 

Though magnetic saturation is very important for refined steady state and for transient investigations, 
most of the theory of transients for the control of SGs is developed for constant parameter conditions 
— operational parameters is such a case. 


5.8 The Operational Parameters 


In the absence of magnetic saturation variation, the general equivalent circuits of SG (Figure 5.6) lead 
to the following generic expressions of operational parameters in the ‘YW, and ‘Y, operational expressions: 


Vals) =1a(s)- Ia(s)+ g(s)Vq.(s) [P-U.] 


W.,(s)=1,(s)-I,(s) (5.96) 
with 

(oe (l+ sts) (L+<T) 1, [P.U.] 

(1+sTio)(1+sTio) 

sh ) 
1, (s)=7—— I, [P.U.] 

(145%) 

(1+ sTp) lam [Pu] aa 


8" yet )(1+STe) 


Sparing the analytical derivations, the time constants T),T,, Tio. Tyo>T, a3 i have the following 
expressions: 


; 1 Lint 
T, = 1, +1 dmsi_ |. 
: mal me lle Ne 


i 1 Lan! pla + lan lala + lal ola 
Ty y + s[s] 
Lamba +1 pla + lanl pr + labor + Lila + bans 


, 1 
Tio = ——(lam + 1p +1) )3 5.98 
do ral jbl a )st5] ( ) 


X 1 Lai + lpr) 
type | he 
In t+ lam + lpr 


T 1 ly + Limba s[s] 
: O,7Q . Lam + Ly : 
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T= ly +L,, }3 
qo M;To ( Ql ne) [s] 
(5.98 cont.) 
l 
Tp = —-5Is] 
OTD 


As already mentioned, with @, measured in rad/sec, the time constants are all in seconds, while all resistances 
and inductances are in P.U. values. The time constants differ between each other up to more than 100-to-1 
ratios. Tj) is of the order of seconds in large SGs, while T,’, Ti)”, Tj” are in the order of a few tenths of a 
second, T;”, T in the order of a few tenths of milliseconds, and T, in the order of a few milliseconds. 

Such a broad spectrum of time constants indicates that the SG equations for transients (Equation 
5.81) represent a stiff system. Consequently, the solution through numerical methods needs time inte- 
gration steps smaller than the lowest time constant in order to correctly portray all occurring transients. 


The above time constants are catalog data for SGs: 


* T,): d axis open circuit field winding (transient) time constant (J; = 0, Ip = 0) 

* T,)’: d axis open circuit damper winding (subtransient) time constant (I, = 0) 

+ T,: d axis transient time constant (I, = 0) — field-winding time constant with short-circuited 
stator but with open damper winding 

* T,: d axis subtransient time constant — damper winding time constant with short-circuited field 
winding and stator 

* T,o": q axis open circuit damper winding (subtransient) time constant (I, = 0) 


* T.”: q axis subtransient time constant (q axis damper winding time constant with short-circuited 


stator) 
* Tp: d axis damper winding self-leakage time constant 


In the industrial practice of SGs, the limit — initial and final — values of operational inductances 
have become catalog data: 


kota TyTy 

I, = lim 1,(s)=], eae 
(130) Tio Tao 

t 

i= lim L(s)=1,-—* 

soo 

T=T0= “0 

1, = lim 1,(s) =1, (5.99) 
s>0 
too 

I, =lim 1, (s) q 

=liml (s)= 

q q qo 
130 Tio 

1 =lim],(s)= 

4 s0 al ) 4 
too 

where 
1)”, ly, 1, = the d axis subtransient, transient, and synchronous inductances 
1,”, 1, = the q axis subtransient and synchronous inductances 


I, = the Potier inductance in P.U. (J, 2 1.) 


Typical values of the time constants (in seconds) and subtransient and transient and synchronous 
inductances (in P.U.) are shown in Table 5.1. 

As Table 5.1 suggests, various inductances and time constants that characterize the SG are constants. 
In reality, they depend on magnetic saturation and skin effects (in solid rotors), as suggested in previous 
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TABLE 5.1 Typical Synchronous Generator Parameter Values 


Parameter Two-Pole Turbogenerator Hydrogenerators 
1, (P.U.) 0.9-1.5 0.6-1.5 

I, (P.U.) 0.85—-1.45 0.4-1.0 
Ly (P.U.) 0.12-0.2 0.2-0.5 
1” (B.U.) 0.07—-0.14 0.13-0.35 
Tip (P.U.) 0.05—+0.05 0.05—+0.05 
1, (P.U.) 0.02—0.08 0.02-0.2 

1, (P.U.) 0.07—-0.14 0.15-0.2 

r, (P.U.) 0.0015-0.005 0.002—0.02 
Ta (sec) 2.8-6.2 1.5-9.5 
T/ (sec) 0.35-0.9 0.5-3.3 
T,’ (sec) 0.02—0.05 0.01-0.05 
Ty’ (sec) 0.02-0.15 0.01-0.15 
T,’ (sec) 0.015—0.04 0.02—0.06 
T,o” (sec) 0.04—0.08 0.05—0.09 
1,” (P.U.) 0.2-0.45 


Note: P.U. stands for per unit; sec stands for second(s). 


paragraphs. There are, however, transient regimes where the magnetic saturation stays practically the 
same, as it corresponds to small disturbance transients. On the other hand, in high-frequency transients, 
the /, and /, variation with magnetic saturation level is less important, while the leakage flux paths 
saturation becomes notable for large values of stator and rotor current (the beginning of a sudden short- 
circuit transient). 

To make the treatment of transients easier to approach, we distinguish here a few types of transients: 


* Fast (electromagnetic) transients: speed is constant 
+ Electromechanical transients: electromagnetic + mechanical transients (speed varies) 
* Slow (mechanical) transients: electromagnetic steady state; speed varies 


In what follows, we will treat each of these transients in some detail. 


5.9 Electromagnetic Transients 


In fast (electromagnetic) transients, the speed may be considered constant; thus, the equation of motion 
is ignored. The stator voltage equations of Equation 5.81 in Laplace form with Equation 5.96 become 
the following: 


—v,(s)=1,[y+——-ly(s)Iy — 0,1, (s)1, + 9(s)——v (5) 
OW, OO, 
(5.100) 


-v,(s)=r,1, + hs) +0,[la(s)a + g(s)v¢(s) | 


b 


Note that ©, is in relative units, and for rated rotor speed, @, = 1. 

If the initial values Ij) and I,, of variables I; and I, are known and the time variation of v,(), v,(t), 
and v(t) may be translated into Laplace forms of v,(s), v,(s); and vs), then Equation 5.100 may be solved 
to obtain the i,(s) and i,(s): 


slq(s) a 
—v,(s) —8()ve(s) fF é: ol, (s) i,(s) 
; = 


(5.101) 


-v,(s) —@,og(s)v/(s)} | @,ola(s) nth) i,(s) 
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Though I,(s) and I,(s) may be directly derived from Equation 5.101, their expressions are hardly practical 


in the general case. 


However, there are a few particular operation modes where their pursuit is important. The sudden 
three-phase short-circuit from no load and the step voltage or AC operation at standstill are considered 


here. To start, the voltage buildup at no load, in the absence of a damper winding, is treated. 


Example 5.2: The Voltage Buildup at No Load 


Apply Equation 5.101 for the stator voltage buildup at no load in an SG without a damper cage on 
the rotor when the 100% step DC voltage is applied to the field winding. 


Solution 


With I, and I, being zero, what remains from Equation 5.101 is as follows: 


s 


—vq(s)= g(s)—v,(s) 


, (5.102a) 
—Vv,(s)=@, + g(s)-v/(s) 


The Laplace transform of a step function is applied to the field-winding terminals: 


Gi 
v-(s)= eaos (5.102b) 


The transfer function g(s) from Equation 5.97, with [,)= J = 0, vp = 0, and zero stator currents, 
is as follows: 


g(s) =m 1 (5.103) 
Yr 14+ sTio 
. | tl 
= (5.104) 
Tr, ‘, 
Finally, 
t 
n= ee (5.105) 
dm thf 
fot 
v,(t)=-v, oe Tao (5.106) 
f 


with w, = 1 PU.,/ 


im = 1.2 PU, ly = 0.2 PU,, 1, = 0.003 PU., vp = 0.003 PU., and w, = 2x 60x % 
= 377 rad/sec: 


1.2+0.2 


= ——— = 1.2378 sec 
0.003: 377 


do 
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1.2 
1.2+0.2 


t 
vq (t) =—0.003 e 12378 =—2.5714x10°-e 1 [PU] 


1.2 = —t/1.2378 
r()=-aomax 2 [ine om |=-aice ) [P.U.] 


The phase voltage of phase A is (Equation 5.30) 

V4(t)=Vq(t)cos@,t — v,(t)sin@,t = 

=~2.5714x10%e"""?"* cos(«,t + 0))+1.2(1-e°"" |sin(@,t +8) [P.U. ] 
For no load, from Equation 5.75, with zero power angle (6,, = 0), 


_3n 


0) = 5 


In a similar way, v,(t) and v(t) are obtained using Park inverse transformation. 


The stator symmetrical phase voltages may be expressed simply in volts by multiplying the voltages 
in P.U. to the base voltage V, = V,, x V2; V,, is the base RMS phase voltage. 


5.10 The Sudden Three-Phase Short-Circuit from No Load 


The initial no-load conditions are characterized by I) = I,o = 0. Also, if the field-winding terminal voltage 
is constant, 


Veo =L poy (5.107) 
From Equation 5.101, this time with s = 0 and I) = I, = 0, it follows that 


(vio), =0 (5.108) 


== dm 
(v0 = =—-O, 2 Vero 
f 


So, already for the initial conditions, the voltage along axis d, v,, is zero under no load. For axis q, the 
no-load voltage occurs. To short-circuit the machine, we simply have to apply along axis q the opposite 
voltage — V,o. 

Notice that, as Vp = Vay vs) = 0, Equation 5.101 becomes as follows: 


0 | pt lils) — -@,oh,(s) 
(0) 


b I,(s) 


5.109 
Ls) (5.109) 


‘ Olds) tf) +—I, (5) 
OO, 


The solution of Equation 5.110 is straighforward, with 
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: =V90;,0, 
E(s\= ei (5.110) 
2D oD 1 1 re Wi, 
slj(s)} @,@; +s° + s7,, + + 
Iy(s) 1,(s)} la(s)-1,(s) 
As it is, I;(s) would be difficult to handle, so two approximations are made: the terms in r/ are neglected, and 
4) _1 + : = : = const. (5.111) 
2 (lls) L(s)) 7, 
with 
Be AE Me (5.112) 
Te 20 |, 


With Equation 5.111 and Equation 5.112, Equation 5.110’ becomes 


—V,)0;,0, 1 
L,(s)* ov (5.113) 
( 2,2 2 ; I,(s) 
S| Ss Tae Ey 
—V,.0;,0, 1 
I,(s)= ai (5.114) 


“fl 
[s+ 2 s+0%0: | als) 


a 


Making use of Equation 5.96 and Equation 5.97, 1/l,(s) and 1/I,(s) may be expressed as follows: 


nae ee eee ee ee (5.115) 
hs) G&L Elisa (eh LJ 


q q 


ee he (5.116) 
I,(s) l l l, s+1/T, 


With T/’, T,” larger than 1/@, and @,= 1.0, after some analytical derivations with approximations, the 


inverse Laplace transforms of I,(s) and I,(s) are obtained: 


T(t) = —V4o 4 : te 4 ze ett 1 tt cogent 
ly (li la ly da I, 


Vqo _ : 
I,(t)=-— Fe Ts sin W,,t5 (5.117) 
q 


I, (t) = Igo + Ig (t) 


I, (t) = Lo + (0) 
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The sudden phase short-circuit current from no load (Ij) = I, = 0) is obtained, making use of the 
following: 


I,(t)= [ tu(f)cos(w,t+ Yo)-1,(t)sin(@,t+o) |= 


Va bafta} Jews pt] cos(@,t + Yo) (5.118) 
kh ol Lj 
a ee ae ee ee ae er 
a . = oa = 20,t+ 
i; i } (3 i } cos( b “dh 


The relationship between Is) and I,(s) for the case in point (vs) = 0) is 


1,(s)=-8(s)——Lu(s) (5.119) 
b 


Finally, 


p=] | ah 
I, (t)=Lyo + Tpo- ~ Men (1 Tn / Ts) — Tee covet (5.120) 
d 


T; 


Typical sudden short-circuit currents are shown in Figure 5.11 (parts a, b, c, and d). 
Further, the flux linkages ‘7,(s), ‘Y,(s) (with vs) = 0) are as follows: 


342 
—@,0 v 
Wa(s)=la(s)La(s)= a 
28 25 s 
(: + ojo’ | 
a (5.121) 
—Oj,V 97 
W,(s)=1,(s)I,(s) =" ~ 
( 2, 25 2 ' 
ot t O10, 
With T, >> 1/q,, the total flux linkage components are approximately as follows: 
W(t) =V ao + Walt) = Vqo XO” X cosMyt 
(5.122) 


W(t) =0+'¥,(t) =—Vqo xe!™ x sin @,t 


Note that due to various approximations, the final flux linkage in axes d and q are zero. In reality (with 
r, # 0), none of them is quite zero. 
The electromagnetic torque f, (P.U.) is 


1.(t)=—-(Wa(0)1,()—¥, ()1a(0) (5.123) 
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> 
> Opt 


(d) 


FIGURE 5.11 Sudden short-circuit currents: (a) I,(t), (b) I,(t), (c) I(t), and (d) I,(t). 


Opt 


(c) 


The above approximations (r,’ ~ 0, T, >> 1/@,, @, = ct. Ty’, Tyo’ >> Tq’ Tao”, Ty Ta < Slg(s)/@,) were 
proven to yield correct results in stator current waveform during unsaturated short-circuit — with given 
unsaturated values of inductance and time constant terms — within an error below 10%. It may be 
argued that this is a notable error, but at the same time, we should notice that instrumentation errors 
are within this range. 

The use of Equation 5.118 and Equation 5.120 to estimate the various inductances and time constants, 
based on measured stator and field current transients during a provoked short-circuit at lower than rated 
no-load voltage, is included in the standards of both the American National Standards Institute (ANSI) 
and International Electrotechnical Commission (IEC). Traditionally, grapho-analytical methods of curve 
fitting were used to estimate the parameters from the sudden three-phase short-circuit. With today’s 
available computing power, various nonlinear programming approaches to SG parameter estimation 
from short-circuit current versus time curve were proposed [8, 9]. 

Despite notable progress along this path, there are still uncertainties and notable errors, as both leakage 
and main flux path magnetic saturation are present and vary during short-circuit transients. In many 
cases, the speed also varies during short-circuit, while the model assumes it to be constant. To avoid the 
zero-sequence currents due to nonsimultaneous phase short-circuit, an ungrounded three-phase short- 
circuit should be performed. Moreover, additional damper cage circuits are to be added for solid rotor 
pole SGs (turbogenerators) to account for frequency (skin) effects. Sub-subtransient circuits and param- 
eters are introduced to model these effects. 

For most large SGs, the sudden three-phase short-circuit test, be it at lower no-load voltage and speed, 
may be performed only at the user’s site, during comissioning, using the turbine as the controlled speed 
prime mover. This way, the speed during the short-circuit can be kept constant. 
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FIGURE 5.12 Arrangement for standstill voltage response transients: (a) axis d and (b) axis q. 


5.11 Standstill Time Domain Response Provoked Transients 


Flux (current) raise or decay tests may be performed at standstill, with the rotor aligned to axes d and 
q or for any given rotor position, in order to extract, by curve fitting, the stator current and field current 
time response for the appropriate SG model. Any voltage-versus-time signal may be applied, but the 
frequency response standstill tests have recently become accepted worldwide. All of these standstill tests 
are purely electromagnetic tests, as the speed is kept constant (zero in this case). 
The situation in Figure 5.12a corresponds to axis d, while Figure 5.12b refers to axis q. 
For axis d, 


For axis q, 
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I, =0,Iy =—Ic 


I, +1Ip+Ico =0;V_ =Ve3V4 +V—g4+Vo =0 


2 2 2 
1()=2] +1 cos + Ig co 28] 100 


I, ()=0 


2 2 2 
Vi (= ly, +V;z cos + Ve co -22)]- V,(t) 


Wy 2-3] vy sint# Yasin 2 + Ven 2) “(Vs ¥.) 3 (Ve Vo) Iv3 


(5.124) 


(5.125) 
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2 ; a : 2 Z 
1, ==9| tsi) tin 7 +i 2 a= 2I,/V3 
(5.125 cont.) 
V; 
Vy 11, =(Ve-Ve)/2Tn = 51a =0 


B 


Now, for axis d, we simply apply Equation 5.101, with Vs) = 0, if the field winding is short-circuited, 
and with I, = 0, @,) = 0. Also, 


2 
Vi= 73 Vase 


so Ae [14 : b(o)}l(ehta=1 (5.126) 
3 s O, 


For axis q, I, = 0, O,) = 0: 


mG. 
q V3 
5 on ° -(: in - 4(:)}itor (5.127) 
b 
I, =2I5/3 


The standstill time-domain transients may be explored by investigating both the current rise for step 
voltage application or current decay when the stator is short-circuited through the freewheeling diode, 
after the stator was disconnected from the power source. 

For current decay, the left-hand side of Equation 5.126 and Equation 5.127 should express only —2/3 
Viiode 1 axis d and V3 Viioae WN axis q. The diode voltage V,;,,.(t) should be acquired through proper 
instrumentation. 

For the standard equivalent circuits with /,(s), /,(s) having Equation 5.96, from Equation 5.126 and 
Equation 5.127, 


+2 Vino (sO, 
LS 2 == 1,(s) 
5 (1+s7)(1+s7; } 
s| r, +—l, ; - 
, (1+ sTio)(1+ sTio 
S Lin 1+ sT, 
Tyis)= , - (i+ at)(t+st%) pare 
_Y, (s) 
I,(s)= origi = 2s(s) 
" 5 (1+s7; } V3 
Ss r, +— I 7 Thy 
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With approximations similar to the case of sudden short-circuit transients, expressions of I(t) and [,(t) 
are obtained. They are simpler, as no interference from axis q occurs. 

In a more general case, where additional damper circuits are included to account for skin effects in 
solid-rotor SG, the identification process of parameters from step voltage responses becomes more 
involved. Nonlinear programming methods such as the least squared error, maximum likelihood, and 
the more recent evolutionary methods such as genetic algorithms could be used to identify separately 
the d and q inductances and time constants from standstill time domain responses. 

The starting point of all such “curve-fitting” methods is the fact that the stator current response 
contains a constant component and a few aperiodic components with time constant close to T,”, T,’, T,,: 


+s, (5.129) 
Tha I, 

for axis d, and T,” and T,, for axis q: 
are! (5.130) 
Ty I; 


” 


When an additional damper circuit is added in axis d, a new time constant T,” occurs. Transient and 
sub-subtransient time constants in axis q (T,”, T,’) appear when three circuits are considered in axis q: 


t/ -Ty 


I(t) = Ig t ye + Lye + Tye + Tye 


—t/ Ty 


I,(t)=Iy tle" +Le" +Ipe +e” (5.131) 


1 Lat; TT wap -t/T, 
I, (t)= Ip tle + Le + Te +1 yge 


Curve fitting the measured J,(t) and I(t), respectively, with the calculated ones based on Equation 
5.131 yields the time constants and 17”, 1”, 1g’, 1)", 1,3 1’. The main problem with step voltage standstill 
tests is that they do not properly excite all “frequencies” — time constants — of the machine. 

A random cyclic pulse-width modulator (PWM) voltage excitation at standstill seems to be better for 
parameter identification [11]. Also, for coherency, care must be exercised to set initial (unique) values 


for stator leakage inductance /, and for the rotor-to-stator reduction ratio Kj: 


In reality, I/(t) is acquired and processed, not It). Finally, it is more often suggested, for practi- 
cality, to excite (with a random cyclic PWM voltage) the field winding with short-circuited and 
opened stator windings rather than the stator, at standstill, because higher saturation levels (up to 
25%) may be obtained without overheating the machine. Evidently, such tests are feasible only on 
axis d (Figure 5.13). 

Again, I, = I,, Va = V,=0, and I, = 0. So, from Equation 5.101, with [,=0 and V,,(s) = 0, V,(s) = 0: 


-8()—Vj(s) 
1,(s) =——_ (5.133) 


r, +——ly(s) 
O, 
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7) Vet) 


I(t) 


FIGURE 5.13 Field-winding standstill time response test (SSTR) arrangement. 


3 1 
¥(0) 1-0 5 (1 = } 
I; (s)= ae berets O (5.133 cont.) 


r+ i l 
f 0, fl 
Again, the voltage and current rotor/stator reduction ratios, which are rather constant, are needed: 


2 


2 
I, =K,1I;;V; =——V;sr 
f ia a 3K Jr 


To eliminate hysteresis effects (with V(t) made from constant height pulses with randomly large 
timings and zeros) and reach pertinent frequencies, V{t) may change polarity cyclically. 
The main advantage of standstill time response (SSTR) tests is that the testing time is short. 


5.12 Standstill Frequency Response 


Another provoked electromagnetic phenomenon at zero speed that is being used to identify SG parameters 
(inductances and time constants) is the standstill frequency response (SSFR). The SG is supplied in axes 
d and q, respectively, through a single-phase AC voltage applied to the stator (with the field winding 
short-circuited) or to the field winding (with the stator short-circuited). The frequency of the applied 
voltage is varied, in general, from 0.001 Hz to more than 100 Hz, while the voltage is adapted to keep 
the AC current small enough (below 5% of rated value) to avoid winding overheating. The whole process 
of raising the frequency level may be mechanized, but considerable testing time is still required. The 
arrangement is identical to that shown in Figure 5.12 and Figure 5.13, but now s = jo, with @ in rad/sec. 
Equation 5.128 becomes 


3 . : 3 . 
2314 52 i(j0)]=3.24( i) | 
5.135 


1,(jo)=—j.~- g(jo)-1, (Jo) 
b 


for axis d, and 
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for axis q. 

Complex number definitions can be used, as a single frequency voltage is applied at any time. The 
frequency range is large enough to encompass the whole spectrum of electrical time constants that spreads 
from a few milliseconds to a few seconds. 

When the SSFR tests are performed on the field winding (with the stator short-circuited — Figure 
5.13), the response in J, and J; is adapted from Equation 5.133 with s = ja: 


r+ j—l(jo) 
b 
; (5.136) 
1+ (jo) = 1- ba 


0; (rs+ joo, ( j@)/0; ) 


@ 
+ j—l 
rf i I 


The general equivalent circuits emanate /,(j@), /,(j@), and g(j@). For the standard case, equivalent circuits 
of Figure 5.6 and Equation 5.96 and Equation 5.97 are used. 

For a better representation of frequency (skin) effects, more damper circuits are added along axis d 
(one, in general; Figure 5.14a) and along axis q (two, in general; Figure 5.14b). 

The leakage coupling inductance J, between the field winding and the damper windings, called also 
Canay’s inductance [14], though generally small (less than stator leakage inductance), proved to be 
necessary to simultaneously fit the stator current and the field current frequency responses on axis d. 
Adding even one more such a leakage coupling inductance (say between the two damper circuits on the 
d axis) failed, so far, to produce improved results but hampered the convergence of the nonlinear 
programming estimation method used to identify the SG parameters [15]. 

The main argument in favor of Ij # 0 should be its real physical meaning (Figure 5.15a and Figure 5.15b). 

A myriad of mathematical methods were recently proposed to identify the SG parameters from SSFR, 
with mean squared error [16] and maximum likelihood [17] being some of the most frequently used. A 
detailed description of such methods is presented in Chapter 8, dedicated to the testing of SGs. 


5.13 Asynchronous Running 


When the speed @, # @,) = @,, the stator mmf induces currents in the rotor windings, mainly at slip 
frequency: 


§= 1 (5.137) 


with S the slip. 
These currents interact with the stator field to produce an asynchronous torque f,,, as in an induction 
machine. For S > 0, the torque is motoring; while for S < 0, it is generating. As the rotor magnetic and 
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3: 
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FIGURE 5.14 Synchronous generator equivalent circuits with three rotor circuits: (a) axis d and (b) axis q. 
electric circuits are not fully symmetric, there will also be asynchronous torque pulsations, even with @, 
# @, = const. Also, the average synchronous torque f,,, is zero as long as @, # @). 

The d—q model can be used directly to handle transients at a speed W, # @,. Here we use the d—q model 
to calculate the average asynchronous torque and currents, considering that the power source that supplies 
the field winding has a zero internal impedance. That is, the field winding is short-circuited for asyn- 


chronous (AC) currents. 
The Park transform may be applied to the symmetrical stator voltages: 


Va.pc(t) = veel o0-(i- i"). [P.U.] 


Vi =-Vcos(@,,t-9, ) (5.138) 


V= +Vsin(@,@,t- 0.) 


with 
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currents 
ae 
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FIGURE 5.15 The leakage coupling inductance |,,: (a) salient-pole and (b) nonsalient-pole solid rotor. 


0,= Jo,oxdes 0) 


with @, in P.U., @, in rad/sec, t in seconds, and V in P.U. 
We will now introduce complex number symbols: 


V,=-V 
(5.139) 
V_.=iV 
As the speed is constant, d/dt in the d-q model is replaced by the following 
ld : 
a. a j(@,-, )= jS®, 
@, dt (5.140) 
QO, =O, (1- S) 
As the field-winding circuit is short-circuited for the AC current, v{jS@,) = 0. 
We will once more use Equation 5.101 in complex numbers and @, = @,(1 — S): 
-V,,( S00, ) _ |r. + jS@ila(jSO,@,) — —@,(1- S)1,(FS@,0,)} |Z, ae 
=V,(jSe@;)) @(1-S)l4(jS@,0,) 7, + jSe,1,(jS@,0,) | |Z, ; 


Equation 5.141 may be solved for J, and J, with V; and V, from Equation 5.139. The average torque 
i.) 18 


asav 


to i= —Re| Y, ( jSe,0, ) I, ( jSw,@, )- oe (jSo,o, ) I, (jSo,0,)| (5.142) 
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a ( jS@,O, ) =I, ( jSO,O, i 
(5.143) 
a ( jSw,0, ) =I] ( jS@,0, ) 


=q'4 


The field-winding AC current J; is obtained from Equation 5.135: 
I, ( jSw,0, ) = — jSw,g( jS@,, )-I, (jS@,, ) (5.144) 
If the stator resistance is neglected in Equation 5.141, 


+V 


| 
= jO1,( jS0,a, ) 

(5.145) 
bea 
7 jo], ( jS@,o, ) 


In such conditions, the average asynchronous torque is 


v 1 1 
basay ™ Re] —- aa , | P.U. (5.146) 
o; | jl, ( jS@,0, ) * iam) | 


The torque is positive when generating (opposite the direction of motion). This happens only for S < 0 
(®, > @,). There is a pulsation in the asynchronous torque due to magnetic anisotropy and rotor circuit 
unsymmetry. Its frequency is (2S@,,,) in rad/sec. The torque pulsations may be evidentiated by switching 


back from I; I,, Wi» Wf, complex number form to their instantaneous values: 


, 
1,(t)= Re reltinor-o]} 

1,(t)= Re 1,eKomm) 

—_ Refer) (5.147) 
Y,(t)= Reve {som) 

I, (t) = Iy(t)cos( 0, (1— $)t +8, )- 1,(e)sin (,0,(1- S)¢+ 8 ) 


T(t), 1,(t), a(t), ‘¥,(2) will exhibit components solely at slip frequency, while I, will show the funda- 
mental frequency @,(P.U.) and the @,(1 — 2S) component when r, # 0. 
The instantaneous torque at constant speed in asynchronous running is 


tae(t)=—(Wa(6)1,(0)- 8, (O1,(6)s [P.U.] (5.148) 


The 2S@, P.U. component (pulsation) in t,, is thus physically evident from Equation 5.148. This 
pulsation may run as high as 50% in P.U. The average torque f,,,, (P.U.) for an SG with the data V = 1, 


asav 
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Generating 


FIGURE 5.16 Asynchronous running of a synchronous generator. 


005, 0, = 10,4=03,1.=02,1,, 
V, = 0 is shown in Figure 5.16. 
A few remarks are in order: 


0:6, = 0.12, = 0,012, r5 = 0.03, 79 = 0.04, 4 = 0:08, aad 


* The average asynchronous torque may equal or surpass the base torque. As the currents are very 
large, the machine should not be allowed to work asynchronously for more than 2 min, in general, 
in order to avoid severe overheating. Also, the SG draws reactive power from the power system 
while it delivers active power. 

* The torque shows a small inflexion around S = '/, when r, # 0. This is not present for r, = 0. 

* With no additional resistance in the field winding (1; = r;), no inflexion in the torque-speed curve 
around S = '/, occurs. The average torque is smaller in comparison with the case of ry = 10 1; 
(additional resistance in the field winding is included). 


Example 5.3: Asynchronous Torque Pulsations 


For the above data, but with r, = 0 and @, = 1 (rated frequency), derive the formula of instantaneous 
asynchronous torque. 


Solution 
From Equation 5.145, 

=a 

Jha ( js», ) 
(2 
1 Fr (js0,) (5.149) 
ed le 
Y= =<V 


Also, let us define 1,(jS@,) and 1,GS@,) as follows: 
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la ( jS@, )= at dh =|L,|e* 


. (5.150) 
jl, ( jSe, )= 1, + ilar =|Iy]e”™ 
According to Equation 5.147, with 8, = 0 (for simplicity), from Equation 5.149, 
Ty =~ cos( Seo,t-@4) 
I 
4 
a Agee Ge) (5.151) 
q 
Y, =Vsin(Sa,t) 
VY, =-Vcos(Sw,t) 
t(t)=—(Wal, -¥,1)-| Vv’ [see 4. cos, } Vv? cos(2Se,t-9, )- 
2{ |L,| le) J 20, 
(5.152) 


2 


- J psaso.-04) 


The first term in Equation 5.152 represents the average torque, while the last two refer to the 
pulsating torque. As expected, for a completely symmetric rotor (as that of an induction machine) 
the pulsating asynchronous torque is zero, because Ju|= t, a= °,| for all slip (speed values). 


For motoring (S > 0), Qs Q, < 90° and for generating (S < 0), 90° < @j @, < 180°. For small values 
of slip, the asynchronous torque versus slip may be approximated to a straight line (see Figure 5.16): 


> 


lasav =—K,,S@, = +K,s (0, -@,) (5.153) 


Equation 5.152 may provide a good basis from which to calculate K,, for high-power SGs (r, = 0). 


Example 5.4: DC Field Current Produced Asynchronous Stator Losses 


The DC current in the field winding, if any, produces additional losses in the stator windings through 
currents at a frequency equal to speed @’ = @,(1— S) (P.U.). Calculate these losses and their torque. 


Solution 


In rotor coordinates, these stator d—q currents I’, I,’ are DC, at constant speed. To calculate them 
separately, only the motion-induced voltages are considered, with V,’ = V,’ = 0 (the stator is short- 
circuited, a sign that the power system has a zero internal impedance). 


Also, Ip’ = Ig’ = 0, I; = Ip: 


0=-(1-S)o1,J; +41; 
(5.154) 
0= +(1-S)@, (lili + Land jo )+ rl’ 
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From Equation 5.154 and for @, = 1, 


Ae tet) & 


Th 
1 +(1-S) Il, 
(5.155) 
land po(1—-S Jr, 
pclae) 
r +(1-S) lil, 
The stator losses P’o are as follows: 
Roy =>r,( I? +17?) (5.156) 
2 q 
The corresponding braking torque f,,’ is 
ns, Ng (5.157) 
(On (1 - S) 
The maximum value of ¢,,’ occurs at a rather large slip s,’: 
21, —r2 
S(=1- | (5.158) 
21, +l, 
The maximum torque ¢,,* is as follows: 
eee) (5.159) 


Close to the synchronous speed (S = 0), this torque becomes negligible. 


5.14 Simplified Models for Power System Studies 


The P.U. system of SG equations (Equation 5.67) describes completely the standard machine for any 
transients. The complexity of such a model makes it less practical for power system stability studies, 
where tens or hundreds of SGs and consumers are involved and have to be modeled. Simplifications in 
the SG model are required for such a purpose. Some of them are discussed below, while more information 
is available in the literature on power system stability and control [1, 17]. 


5.14.1 Neglecting the Stator Flux Transients 


When neglecting the stator transients in the d—q model, it means to make =———=0. It was 
t t 


demonstrated that it is also necessary to simultaneously consider — only in the stator voltage equations 
— constant (synchronous) speed: 
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ae Ir, +V 
———_=-Ier 
o, dt pip Ve 
1 d¥, 
= -Ipr, 
©, dt o< 
1 d¥q 
— 2 =~ Jor 
©, dt ie 


Bo =1yla thin (Lat Ly + Ip) 
= Lil, + hm (Ty + 1a) eae) 
Wp = lal y + lim (lat Ly + Ip) + lp (Iy + Ip) 
Wy = ply + ham (a+ Ly + In) +1 (Ip +I) 


Wo = lel, + lin (Iq + Iq) 


dw dé 
2H— = typ — teste = Bal, —¥ 1430, —— = ©, — 
t dt 
d0 : i 
1 er 
~~ =0,; Vv, =|P(6,,) V, 
@, dt 
Vo V. 


The flux and current relationships are the same as in Equation 5.67. The state variables may be I, [,, 
Vp Pp, Vo @, and 6,,. 1, and I, are calculated from the, now algebraic, equations of stator. The system 
order was reduced by two units. 

As expected, fast 50 (60) Hz frequency transients, occuring in I;, [,, and t,, are eliminated. Only the 
“average” transient torque is “visible.” Allowing for constant (synchronous) speed in the stator equations 

_, Od d¥q ees : . 
with ae = rs =0 counteracts the effects of such an approximation, at least for small signal transients, 
in terms of speed and angle response [17]. By neglecting stator transients, we are led to steady-state stator 
voltage equations. Consequently, if the power network transients are neglected, the connection of the 
SG model to the power network model is rather simple, with steady state all over. 

A drastic computation time saving is thus obtained in power system stability studies. 


5.14.2 Neglecting the Stator Transients and the Rotor Damper 
Winding Effects 
This time, in addition, the damper winding currents are zero, Ip = Ig = 0, and thus, 
Vi = —Iyr, + YO;o 


(5.161) 
V, =—L,t.— Faro 
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1 a; 


=-I,r,+V, 
@, dt a 


Hy = lala +lin (La +1) 


HHL, t ham Ia 
WY, =lply + lin (Ia +I; ) (5.161 cont.) 
dw dodv 
2H“ = trap — teste = Pal, —¥ 1430, —— =, -@, 
dt shaft d*“q q-d b dt 0 
V, 
d A 
1 dO 
. r? V, = P 0., V, 
, dt 4 | ( ) 7 
0 Ve 


The order of the system was further reduced by two units. An additional computation time saving is 
obtained, with only one electrical transient left — the one produced by the field winding. The model is 
adequate for slow transients (seconds and more). 


5.14.3 Neglecting All Electrical Transients 


The field current is now considered constant. We are dealing with very slow (mechanical) transients: 


Va = Lar, + ¥ {Oro 


V, = —I,f — Y iO, 


I, =Vy Ilr; (5.162) 
dw dév 
2H— = tay —test. = Pal, —Y 1430, —=0,-, 
dt shaft d*“q q-ad b dt 0 
V, V, 
de, || . 
OE = O,31V, =|P(6.,) Vi 
Vo Vo 


This time, we start again with initial values of variables: 1,5 Io Ips ©, = ®,o> 5yo(.9) aNd Vio» Vio» teo 
= t,af0- 50, the machine is under steady state electromagnetically, while making use of the motion equation 
to handle mechanical transients. In very slow transients (tens of seconds), such a model is appropriate. 
Note that a plethora of constant flux approximate models (with or without rotor damper cage) in use 
for power system studies [1, 17] are not followed here [17]. Among the simplified models we illustrate 
here, only the “mechanical” model is followed, as it helps in explaining SG self-synchronization, step 
shaft torque response, and SG oscillations (free and forced). 


5.15 Mechanical Transients 


When the prime-mover torque varies in a nonperiodical or periodical fashion, the large inertia of the 
SG leads to a rather slow speed (power angle 6,,) response. To evidentiate such a response, the electro- 
magnetic transients may be altogether neglected, as suggested by the “mechanical model” presented in 
the previous paragraph. 
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As the speed varies, an asynchronous torque t,, occurs, besides the synchronous torque. The motion 
equation becomes (in P.U.) as follows: 


dw, 
2H — = trap — te — tas 5.163 
it hafi ( ) 
with (r, = 0) 
: 2 
t, =e, YS ht sin 28, (5.164) 
l, ae 
1 = Kas av | 
“@, dt’ 
(5.165) 
1 dby 
——" =0,-0, 
@, dt 


and e; = 14,,J represents the no-load voltage for a given field current. 

Only the average asynchronous torque is considered here. The model in Equation 5.163 through 
Equation 5.165 may be solved numerically for @, and 6, as variables once their initial values are given 
together with the prime-mover torque f,,,; versus time or versus speed, with or without a speed governor. 
For small deviations, Equation 5.163 through Equation 5.165 become 


2 
oH Deel Mle) gag ee (5.166) 
OO, dt’ 08, 5Y @;, dt 


at, _ (5.167) 
08, a es0 


Equality (Equation 5.167) reflects the starting steady-state conditions at initial power angle 84». t,,, is the 
so-called synchronizing torque (as long as f,,) > 0, static stability is secured). 


5.15.1 Response to Step Shaft Torque Input 


For step shaft torque input, Equation 5.166 allows for an analytical solution: 


At, a) 
A8y (t)=—* 


+Re{ Ave" +Be™ | (5.168) 


es0 


>= =-— + jo (5.169) 
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gece 
T,, 4H’ 
l 2 
, 27 2, 
(o’) --(2] +07; (5.170) 
t. 
Wy = es0Dp 
2H 


Finally, 


Tas 
tn sin ¥ 


ete 
A8,(t)= At shaft eS sin(@r +) 


The constant ¥ is obtained by assuming initial steady-state conditions: 


(Ady), =, 
d(A8) ; (5.171) 
dt) ~ 
Finally, 
tan’ ¥ = 0’T., (5.172) 


The power angle and speed response for step shaft torque are shown qualitatively in Figure 5.17. 

Note that @,) (Equation 5.170) is traditionally known as the proper mechanical frequency of the SG. 
Unfortunately, @, varies with power angle 8, field current Jj), and with inertia. It decreases with increasing 
dy and increases with increasing Ip). 

In general, fy = @)/27 varies from less than or about 1 Hz to a few hertz for large and medium power 
SGs, respectively. 


Shaft torque 


Power angle 


Atghatt t 
i > 
tshaft | 
I 
| 
8y0 
Speed 
t 
> 
AO, 
M0 


FIGURE 5.17 Power angle and speed responses to step shaft torque input. 
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5.15.2 Forced Oscillations 


Shaft torque oscillations may occur due to various reasons. The diesel engine prime movers are a typical 
case, as their torque varies with rotor position. The shaft torque oscillations may be written as follows: 


ae ay 4 cos(Q,t-¥,) (5.173) 


with Q, in rad/sec. 

Consider first an autonomous SG without any asynchronous torque (K,, = 0). This is the ideal case 
of free oscillations. 

From Equation 5.166, 


2H d’Aby 
@, dt’ 


= Dt, cos(Qyt—¥, ) (5.174) 


The steady-state solution of this equation is straightforward: 


Ab), = —AB yn COS(QAYt— VY, ) 
(5.175) 


The amplitude of this free oscillation (for harmonic v) is thus inversely proportional to inertia and to 
the frequency of oscillation squared. 

For the SG with rotor damper cage and connected to the power system, both K,, and t,.) (synchronizing 
torque) are nonzero; thus, Equation 5.166 has to be solved as it is: 


2H d’Aby rf Kos boy 
®, dt’ @, dt 


+ t.gAdy = ZAt,,, cos(Qyt—¥, ) (5.176) 
Again, the steady-state solution is sought: 


A8,, = A8,y, sin(Q,t-¥, — y ) (5.177) 


with 


a 4 (5.178) 
( —— + eso 
mit b 
Oy = tan Q, 
K,, aan 
, 
The ratio of the power angle amplitudes A6,,,,, and Adi, of forced and free oscillations, respectively, 


is called the modulus of mechanical resonance K,,,,: 
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Kay =0 
Kgy = 0.25 
Kyy = 0.3 


Ky = 0.5 


k= (5.179) 


The damping coefficient K,, is 


= us (5.180) 
2HQ, 


Kay 

Typical variations of K,,,, with the @,/Q,, ratio for various K,, values are given in Figure 5.17. The 

resonance conditions for @) = Q, are evident. To reduce the amplification effect, K,, is increased, but 

this is feasible only up to a point by enforcing the damper cage (more copper). So, in general, for all 
shaft torque frequencies, Q,,, it is appropriate to fall outside the hatched region in Figure 5.18: 


125> 2 508 (5.181) 
Q 


Vv 


As @) — the proper mechanical frequency (Equation 5.170) — varies with load (6,) and with field 
current for a given machine, the condition in Equation 5.181 is not so easy to fulfill for all shaft torque 
pulsations. The elasticity of shafts and of mechanical couplings between them in an SG set is a source 
of additional oscillations to be considered for the constraint in Equation 5.181. The case of the autono- 
mous SG with damper cage rotor requires a separate treatment. 


5.16 Small Disturbance Electromechanical Transients 


After the investigation of fast (constant speed; electromagnetic) and slow (mechanical) transients, we 
return to the general case when both electrical and mechanical transients are to be considered. 
Electric power load variations typically cause such complex transients. 
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For multiple SGs and loads, power systems, voltage, and frequency control system design are generally 
based on small disturbance theories in order to capitalize on the theoretical heritage of linear control 
systems and reduce digital simulation time. 

In essence, the complete (or approximate) d—q model (Equation 5.67) of the SG is linearized about a 
chosen initial steady-state point by using only the first Taylor’s series component. The linearized system 
is written in the state-space form: 


AX = AAX + BAV (5.182a) 


AY = CAX + DAV 


where 
AX = the state variables vector 
AV = the input vector 
AY = the output vector 


The voltage and speed controller systems may be included in Equation 5.182; thus, the small distur- 
bance stability of the controlled generator is investigated by the eigenvalue method: 


det(A-AI)=0 (5.182b) 


with I being the unity diagonal matrix. 

The eigenvalues 1 may be real or complex numbers. For system stability despite small disturbances, 
all eigenvalues should have a negative real part. 

The unsaturated d—q model (Equation 5.87) in P.U. may be linearized as follows: 


AY , 
dt 


AV, =—Aljr, “af Jona, +80, % 
QO, 


aT AY, 
AV, =—Aljr, d -0,»AP, — AW, FY i 
@, dt 


AV, =AI Lg ays (5.183) 
= Al ;r, +— : 
f toe a: it 
0=—-AlIprp La{ Ao 

MO, dt 

AY 

0=—Alorg ml 2] 

b dt 


d 
At nop = At, +2H (ho ) 


At, =—(Y ao Aly + Tyo AV ao — Y qoAla — LAY, ) (5.184) 
1 dAby _ Ae 
@, dt 
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For the initial (steady-state) point, 


Vio = —Laots + F900 


G 


Vio = —Iyor ~ Y 100 
Pao = laLao + Lam (Lip + Tea) 
i (1, + lin )Iyo (5.185) 


Vip Lita TO 


beg = (Wao Lao ola = t shaft 


1 V, 
8, =tan 
qo 
Vio =—Vo sin 5, 
V0 =—Vo cos8y 


AV, =—AV sin byy — Vy cosby,A6y 


AV, = —AV cosdyo + Vo sin 8.Ady 
(5.186) 


AW 7 = 1g AT + bam Ain’ Alam = Ala + Al; + Alp 


AW, = 1yAT, + Jom AL 


qm qm?> 


Alyn, = AL, + Allg 


AW p = py AI + bain ALi 


AY g = ly Ag + Jom Lom 


Eliminating the flux linkage disturbances in Equation 5.183 and Equation 5.184 by using Equation 
5.186 leads to the definition of the following state-space variable vector X: 


AX) = Alga; 5 AI » Alin» Alyss ATgn » A@, , Ady (5.187) 
f 4 q 
The input vector is 
|AV|=[-AV sin 8,,AV;,,0,-AV cos8y,0; Atop 0 | (5.188) 


We may now put Equation 5.183 and Equation 5.184 with Equation 5.186 into matrix form as follows: 
1 (Ax) 
|AV|=—|L|—d*—-|R|Ax (5.189) 
®, dt 


with 
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1 2 3 4 5 6 7 
i 2 0 Lin 0 0 0 0 
o o + Le, 0 0 0 0 
x 2 3 ly Ly im + Lp 0 0 0 0 
4 0 0 0 Li ae 0 0 
5 (0 0 0 -ly limtlg 0 0 
6 0 0 0 0 0 —l 0 
7 0 0 0 0 0 0 —l 
1 4 5 6 Z 
1 r, -O, oly —Orolam  —Pgo Vo cosdyo 
2 0 rp 0 0 0 0 
3 —Tp —Tp +rp 0 0 0 0 
|R\=4 oly 0 Wolin r, 0 Yio  —Vosindy, 
) 0 0 0 -Tg To 0 0 
qo — F go Lam qo Yao —!alao shin Tao -] 0 
2HO, 2HO, 2HO, 2HO, 
7 0 0 0 0 0 1 0 
Comparing Equation 5.182 with Equation 5.189, 
A=-|L"-|R|s 
(5.190) 
B=-[L]"LLLLLL1 


All that remains is calculation of the eigenvalues of matrix A, and thus establishing the small distur- 
bance stability performance of a SG. The choice of J,,, and I,,,, as variables, instead of rotor damper cage 
currents I, and Ip makes [L] more sparse and leaves way to somehow consider magnetic saturation, at 
least for steady state when the dependences of J,,, and [,,, on both [,,, and I,,, (Figure 5.10) may be 
established in advance by tests or by finite element calculations. 


This is easy to apply, as values of Inq and Ipn9 are straightforward: 


Lang = Tao + Io 

(5.191) 
Tomo = Igo 
and the level of saturation may be considered “frozen” at the initial conditions (not influenced by small 
perturbations). Typical critical eigenvalue changes with active power for the I, J;, I,, model above are 
shown in Figure 5.19 [18]. 

It is possible to choose the variable vector in different ways by combining various flux linkages and 
current as variables [18]. There is not much to gain with such choices, unless magnetic saturation is not 
rigorously considered. It was shown that care must be exercised in representing magnetic saturation by 
single magnetization curves (dependent on I,, = Ij, + I; 


qm 


) in the underexcited regimes of SG when 


large errors may occur. Using only complete [j,, (Pains Yoin)> Lan (Pane Yon.) families of saturation curves 


dm ~ qm qm qm 


will lead to good results throughout the whole active and reactive power capability region of the SG. 
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FIGURE 5.19 Critical mode eigenvalues of unsaturated (J, I;, I,,) model when active power rises from 0.8 to 1.2 
per unit (P.U.). 


As during small perturbation transients the initial steady-state level is paramount, we leave out the 
transient saturation influence here, to consider it in the study of large disturbance transients when the 
latter matters notably. 


5.17 Large Disturbance Transients Modeling 


Large disturbance transients modeling of a single SG should take into account both magnetic saturation 
and frequency (skin rotor) effects. 

To complete a d—q model, with two d axis damper circuits and three q axis damper circuits, satisfies 
such standards, if magnetic saturation is included, even if included separately along each axis (see Figure 
5.20a for the d axis and Figure 5.20b for the q axis). For the sake of completion, all equations of such a 
model are given in what follows: 


Yi = lila +P in 
Y= lal + Pam 
Hp Hl yl t+ Yam +l pi(I; + Ip+Ip)) 
Vp = lop + Y an + Ip (Ip +Ip + Ip) 


Yo = lout. + Yam +1 pr (1, +Ip+ tT) 


(5.192) 
Yo = log +P on 
Vor = loutor +P am 
Yo =leato + Lom 
Lam = Ta + Ip + Ip, + Lp 
Tom = 1, + IQ + Ta + Lan 
Yam = Lam Lam Lom Mam 
(5.193) 


be = bs Lam > Lom )om 


The magnetization curve families in Equation 5.193 have to be obtained either through standstill time 
response tests or through FEM magnetostatic calculations at standstill. Once analytical polynomial spline 
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FIGURE 5.20 Three-circuit synchronous generator model with some variable inductances: (a) axis d and (b) axis q. 


approximation from 1,,, and I,,, functions are obtained, the time derivatives of Y,,, and ‘V 


qm 
obtained as follows: 
S AV an _ Ss Dan s Dan, 
@, dt am oy, dt a" Gy, dt 
Ss aY om _ Ss Tin Ss Dam 
o, dt “ny, dt “"w, dt 
an 1 Ol, 1 
Liam = Lam + dm a ‘dm *dm 
« r OL in af Ol ig 
Olan Lam Onin 
Ligm = ma sl fie poy, 


ar >4aqm — qm ar qm 
dm 


may be 


(5.194) 


The leakage saturation occurs only in the field winding and in the stator winding and is considered 


to depend solely on the respective currents: 
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FIGURE 5.21 General three-circuit synchronous generator model with cross-coupling saturation. 
s al s s 
—1,U) = y(1,)+ “ I, —=ly,(1,)— 
, ol, , , 
I(s)=J1g+1; (5.195) 


s 
®, 


ol s s 
L(1,)=| lg (I ft. =) 
(Ty) Gone a wy 


So, the leakage inductances of stator and field winding in the equivalent circuit are replaced by their 
transient value /,,,, Jj, However, in the flux—current relationship, their steady-state values /,,, Ij; occur. They 
are all functions of their respective currents. It should be mentioned that only for currents in excess of 
2 PU., is leakage saturation influence worth considering. A sudden short-circuit represents such a 
transient process. 

Equation 5.194 suggests that a cross-coupling between the equivalent circuits of axes d and q is required. 
This is simple to operate (Figure 5.21). From the reciprocity condition, / And the general 
equivalent circuit may be identified: 


dqm qdm* 


+ The magnetization curve family (Equation 5.193 and Equation 5.194) and leakage inductance 
functions 1,(J,), In(I;) are first determined from time domain standstill tests (or FEM). 
+ From frequency response at standstill or through FEM, all the other components are calculated. 


The dependence of Jj, and [, 
conditions, including the disputed case of underexcited SG when the concept of [gn (n)s Lam(Z,) unique 
functions or of total magnetization current (mmf) fails [4]. 

The machine equations are straightforward from the equivalent scheme and thus are not repeated 
here. The choice of variables is as in the paragraph on small perturbations. Tedious FEM tests and their 
processing are required before such a complete circuit model of the SG is established in all rigor. 

That the d—q model may be used to investigate various symmetric transients is very clear. The same 
model may be used in asymmetrical stator connections also, as long as the time functions of V, and V, 
can be obtained. But, v,(t) and v,(t) may be defined only if V,(t), V,(t), V-(t) functions are available. 
Alternatively, the load—voltage—current relationships have to be amenable to the state-space form. Let us 
illustrate this idea with a few examples. 


on both J,,, and [,,, should lead to model suitability in all magnetization 


qm 


5.17.1 Line-to-Line Fault 


A typical line fault at machine terminals is shown in Figure 5.22. 
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FIGURE 5.22 Line-to-line synchronous generator short-circuit. 


FIGURE 5.23 Line-to-neutral fault. 


The power source-generator voltage relationships after the short-circuit are as follows: 


V3 — Vc = Eg- Ec 
(5.196) 
Vi =Vosl, +Ip+1¢ =0,V) =0 


Consequently, 


Vz(t) =—2V-(t) 


V(t) = Ve(t) 
: 2m). 
Exc (t) =Vy2 cof, -('-1) =1,2,3 
All stator voltages V,(t), V,(t), and V((t) may be defined right after the short-circuit. 


5.17.2 Line-to-Neutral Fault 
In this case, a phase of the synchronous machine is connected to the neutral power system (Figure 5.23), 


which may or may not be connected to the ground. According to Figure 5.23, 


V3—-Vo=E;—Eo 
(5.197) 
Vo—-V, = EciV, t+ Vp + Ve =0 
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Consequently, 
(Ec + Es) 
——— 
Vz = Va + Ez (5.198) 
Vo=VatEc 


So, again, provided that E,, E,, and E, are known, time functions V,(t), V,(#), and V-(t) are also known. 


5.18 Finite Element SG Modeling 


The numerical methods for field distribution calculation in electric machines are by now an established 
field with a rather long history, even before 1975 when finite difference methods prevailed. Since then, 
the finite element (integral) methods (FEM) took over to produce revolutionary results. 

For the basics of the FEM, see the literature [19]. In 1976, in Reference [20], SG time domain responses 
at standstill were approached successfully by FEM, making use of the conductivity matrices concept. In 
1980, the SG sudden three-phase short-circuit was calculated [21,22] by FEM. 

The relative motion between stator and rotor during balanced and unbalanced short-circuit transients 
was reported in 1987 [23]. 

In the 1990s, the time stepping and coupled-field and circuit concepts were successfully introduced 
[24] to eliminate circuit simulation restrictions based in conductivity matrices representations. Typical 
results related to no-load and steady-state short-circuit curves obtained through FEM for a 150 MVA 
13.8 kV SG are shown in Figure 5.24, modeled after Reference [4]. 

Also for steady state, FEMs were proved to predict correctly (within 1 to 2%) the field current required 
for various active and reactive power loads over the whole p—q capability curve of the same SG [4]. 

Finally the rotor angle during steady state was predicted within 2° for the whole spectrum of active 
and reactive power loads (Figure 5.25) [4]. 
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FIGURE 5.24 Open and short-circuit curves of a 150 MVA, 13.8 kV, two-pole synchronous generator. 
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FIGURE 5.25 Power angle 5, vs. power factor angle @, of a 150 MVA, 13.8 kV, two-pole synchronous generator. 


The FEM has also been successful in calculating SG response to standstill time domain and frequency 
responses, then used to identify the general equivalent circuit elements [25,26]. 

A complete picture of finite element (FE) flux paths during an ongoing sudden short-circuit process 
is shown in Figure 5.26 [23]. The traveling field is visible. Also visible is the fact that quite a lot of flux 
paths cross the slots, as expected. 

Finally, FE simulation of a 120 MW, 13.8 kV, 50 Hz SG on load during and after a three-phase fault 
was successfully conducted [28] (Figure 5.27a through Figure 5.27e). 

This is a severe transient, as the power angle reaches over 90° during the transients when notable 
active power is delivered, as the field current is also large. The plateau in the line voltage recovery from 
0.4 to 0.5 sec (Figure 5.27d, Figure 5.27e and Figure 5.27c) is explainable in this way. 

It is almost evident that FEM has reached the point of being able to simulate virtually any operation 
mode in an SG. The only question is the amount of computation time required, not to mention the 
extraordinary expertise involved in wisely using it. The FEM is the way of the future in SG, but there 
may be two avenues to that future: 


* Use FEM to calculate and store SG lumped parameters for an ever-wider saturation and frequency 
effect and then use the general equivalent circuits for the study of various transients with the 
machine alone or incorporated in a power system. 

* Use FEM directly to calculate the electromagnetic and mechanical transients through coupled- 
field circuit models or even through powers, torques, and motion equations. 


While the first avenue looks more practical for power system studies, the second may be used for the 
design refinements of a new SG. 

The few existing dedicated FEM software packages are expected to improve further, at reduced addi- 
tional computation time and costs. 


5.19 SG Transient Modeling for Control Design 


In Section 5.10, simplified models for power system studies were described. One specific approximation 
has gained wide acceptance, especially for SG control design. It is related to the neglecting of stator 
transients, neglecting the damper winding effects altogether (third-order model), or considering one 
damper winding along axis q but no damper winding along axis d (fourth-order model). 
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FIGURE 5.26 Flux distribution during a 0.5 per unit (P.U.) balanced short-circuit at a 660 MW synchronous 
generator terminal (contour intervals are 0.016 Wb/m). 


We start with Equation 5.161, the third-order model: 
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Vi = Ir, +'¥0, 


V,=—1,1,-¥i0, 


Wl i,  Seellt 

d = d dt d PB, =h1, 
le Hell 

1 


—WP, =-Iyr, +v 
0, ie ee f 


t, =-(¥41,- ae I) 


2H, = E shaft = t.5 


®,5=0, —O, 


(5.199) 
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FIGURE 5.27 On-load three-phase fault and recovery transients by finite element and tests: (a) line voltage, (b) 


line current, (c) field current, (d) rotor speed deviation, and (e) power angle. 


Eliminate J; from the flux—current relationships, and derive the transient emf e,’ as follows: 


, 
ey 


the q — axis stator equation becomes 
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V,= nl, —xala-e (5.201) 
where 
, is 
Xq=0, a 5 Tp =1q t+ lam (5.202) 
ia 


We may now rearrange the field circuit equation in Equation 5.199 with e,’ and x,’ to obtain the 
following: 


vee +i, (xy—xF l 
oe a Vi Bg Fala %d) py bs (5.203) 
q ae 

do Ty 


By considering a damper winding Q along axis q, an equation similar to Equation 5.200 is obtained, 
with e,’ as follows: 


, Les 
eq W, —— Po; 
Ig (5.204) 
Ig =lgt Lin 
*  -i,(x,- x4) BA th NO ah dae 
a , a | a ak: Maa ] 
qo ue) Q (5.205) 
Va = tla x1 y- e4 


As expected, in the absence of the rotor q axis damping winding, ¢,’ is taken as zero, and the third 
order of the model is restored. x,’ and x,’ are the transient reactances (in P.U.) as defined earlier in this 
chapter. The two equations of motion in Equation 5.199 and Equation 5.203 and Equation 5.204 have 
to be added to form the fourth order (transient model) of the SG. 

As the transient emf e,’ differential equation includes the field-winding voltage v,, the application of 
this model to control is greatly facilitated, as shown in Chapter 6, which is dedicated to the control of SG. 

The initial values of transient emfs e,’ and e,’ are calculated from stator equations in Equation 5.201 
and Equation 5.204 for steady state: 


l 
(ce), = of H(t), Hale 


(5.206) 


In a similar way, a subtransient model may be defined for the first moments after a fast transient 
process [2]. Such a model is not suitable for control design purposes, where the excitation current control 
is rather slow anyway. Linearization of the transient model with the rotor speed @, as variable (even in 
the stator equations) proves to be very useful in automatic voltage regulator (AVR) design, as shown in 
Chapter 6. 
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5.20 Summary 


+ SGs undergo transient operation modes when the currents, flux linkages, voltages, load, or speed 
vary with time. Connection of the SGs to a power system can result in electrical load or shaft 
torque variations that produce transients. The steady-state, two-reaction, model in Chapter 4, 
based on traveling fields at standstill to each other, is valid only for steady-state operation. 

+ The main SG models for transients are as follows: 

+ The phase-variable circuit model is based on the SG structure, as multiple electric and magnetic 
circuits are coupled together electrically and/or magnetically. The stator/rotor circuit mutual 
inductances always depend on rotor position. In salient-pole rotors, the stator phase self- 
inductances vary with rotor position, that is, with time. With one damper circuit along each 
rotor axis, a field winding, and three stator phases, an eighth-order nonlinear system with 
time-variable coefficients is obtained, when the two equations of motion are added. The basic 
variables are I,, I,, Ie, Tp Ip; Iq ©, 5 0.5 
* — Solving a variable coefficient state-space system requires inversion of a time-variable sixth- 

order matrix for each integration step time interval. Only numerical methods such as 
Runge-Kutta—Gill and predictor—corrector can handle the solving of such a stiff state- 
space high-order system. In addition, the computation time is prohibitive due to the time 
dependence of inductances. Finally, the complexity of the model leaves little room for 
intuitive interpretation of phenomena and trends for various transients. And, it is not 
practical for control design. In conclusion, the phase-variable model should be used only 
for special situations, such as for highly unbalanced transients or faults. 
+ Simpler models are needed to handle transients in a more practical manner. 

* The orthogonal axis (d—q) model is characterized by inductances between windings which are 
independent from rotor position. The d-q model may be derived from the phase-variable 
model either through a mathematical change of variables (Park transform) or through a 
physical orthogonal axis model. 

+ The Park transform is an orthogonal change of variables such that to conserve powers, 
losses, and torque, 


V, V, 
V,|=|P(8.:))-|Ve 
V, Ve 
sie) ofned] oft 
P(®.|=4 sin (-6,, ) in(-0, +22] sin(-0, - 7 (5.207) 
1 1 i 
2 2 2 
4.3 r d0,, 
|P(@.)) =5|P(@.)| =o, 


+ The physical d-q model consists of a fictitious machine with the same rotor f, D, Q 
orthogonal rotor windings as in the actual machine and with two stator windings with 
magnetic axes (mmfs) that are always fixed to the rotor d and q orthogonal axes. The fact 
that the rotor d—q axes move at rotor speed and are always aligned with axes d and q secure 
the independence of the d-q model inductances of rotor position. 
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Steady state means DC in the d—q model of SG. 
For complete equivalence of the d-q model with the real machine, a null component is added. 
This component does not produce torque through the fundamental, and its current is determined 
by the stator resistance and leakage inductance: 


Veh 6 (5.208) 
(0) 


The dependence of the d—q model parameters on the real machine parameters is rather simple. 
To reduce the number of inductances in the d—q model, the rotor quantities are reduced to the 
stator under the assumption that the airgap main magnetic field couples all windings along axes 
d and q, respectively. Thus, the stator-rotor coupling inductances become equal to the stator 
magnetization inductances Lyn Lon. 

An additional leakage coupling inductance I, between the field winding and the d axis damper 
winding is also introduced, as it proves to be useful in providing good results both in the stator 
and field current transient responses. 

The d—q model is generally used in the per unit (P.U.) form to reduce the range of variables during 
transients from zero to, say, 20 for all transients and all power ranges. The base quantities, voltage, 
current, and power are rated, in general, but other choices are possible. In this chapter, all variables 
and parameters are in P.U., but time ¢ and inertia H are in seconds. In this case, d/dt > s/@, in 
Laplace form (@, is equal to the base [rated] angular frequency in rad/sec). 

The rotor-to-stator reduction coefficients conserve losses and power, as expected. 

The d—q model equations writing assumes source circuits in the stator and sink circuits in the 


rotor and the induced voltage e = —d'¥ / dt. Also, implicitly, the Poynting vector P= a enters 


the sink circuits and exits the source circuits. This way, all flux/current relations contain only 
positive (+) signs. This choice leads to the fact that while power and torque are positive for 
generating, the components V,, V,, and I, are always negative for generating. But, I, can be either 
negative or positive depending on the load power factor angle. This is valid for the trigonometric 
positive motion direction. 

The space-vector diagram at steady-state evidentiates the power angle 6, between the voltage 
vector and axis q in the third quadrant, with 6, > 0 for generating. 

Based on the d—q model, state-space equations in P.U. (Equation 5.81), two distinct general 
equivalent circuits may be drawn (Figure 5.6). They are very intuitive in the sense that all d-q 
model equations may be derived by inspection. The distinct d and q equivalent circuits for 
transients indicate that there is no magnetic coupling between the two orthogonal axes. 

In reality, in heavily saturated SGs, there is a cross-coupling due to magnetic saturation between 
the two orthogonal axes. Putting this phenomenon into the d—q model has received a lot of 
attention lately, but here, only two representative solutions are described. 

One uses distinct but unique magnetization curves along axes d and q: oa! am (I,,), where 
I, is the total magnetization current (or mmf): I, =4/ In + ie . This approximation seems to 
fail when the SG is “deep” in the leading power factor mode (underexcited, with I,, < 0.7 P.U.). 
However, when I,, > 0.7 P.U., it has not yet been proven wrong. 

The second model for saturation presupposes a family of magnetization curves along axis d and, 
respectively, q: ‘YW, (I fae ee) 8 oC am>tam)- This model, after adequate analytical approximations 
of these functions, should not fail over the entire active/reactive power envelope of an SG. But, it 
requires more computation efforts. 

The magnetization curves along axes d and q may be obtained either from experiments or through 
FEM field calculations. 
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The cross-coupling magnetic saturation may be handily included in the d—q general equivalent 
circuit for both axes (Figure 5.21). 

The general equivalent circuits are based on the flux/stator current relationships without rotor 
currents: 


Wi (s)=1a(s)La(s) + g(s)v;(s) 


¥,(s)=,0L©) 


(5.209) 


I,(s), 1,(s) and g(s) are known as the operational parameters of the SG (s equals the Laplace 
operator). 

Operational parameters include the main inductances and time constants that are catalog data of 
the SG: subtransient, transient, and synchronous inductances 1,”, 1,’, | along the d axis and Les 
1, along the q axis. The corresponding time constants are Tj”, T,’, Ty’, Tao's Ty’, Tyo. Additional 
terms are added when frequency (skin) effect imposes additional fictitious rotor circuits: 1,’”, fae 
Lo Tes Fags dye ke 

q?-~d >*gO >*q > *q0 

Though transients may be handled directly via the complete d—q model through its solving by 
numerical methods, a few approximations have led to very practical solutions. 

Electromagnetic transients are those that occur at constant speed. The operational calculus may 
be applied with some elegant analytical approximated solutions as a result. Sudden three-phase 
short-circuit falls into this category. It is used for unsaturated parameter identification by com- 
paring the measured and calculated current waveforms during a sudden short-circuit. Graphical 
models (20 years ago) and advanced nonlinear programming methods have been used for curve 
fitting the theory and tests, with parameter estimation as the main goal. 

Electromagnetic transients may also be provoked at zero speed with the applied voltage vector 
along axis d or q with or without DC in the other axis. The applied voltage may be DC step voltage 
or PWM cyclical voltage rich in frequency content. Alternatively, single-frequency voltages may 
be applied one after the other and the impedance measured (amplitude and phase). Again, a way 
to estimate the general equivalent circuit parameters was born through standstill electromagnetic 
transient processing. Alternatively, FEM calculations may replace or accompany tests for the same 
purpose: parameter estimation. 

For multimachine transient investigation, simpler lower-order d—q models have become standard. 
One of them is based on neglecting the stator (fast) transients. In this model, the fast-decaying 
AC components in stator currents and torque are missing. Further, it seems better that in this 
case, the rotor speed in the stator equations be kept equal to the synchronous speed @, = @, = 
@,. The speed in the model varies as the equation of motion remains in place. 

Gradually, the damper circuit transients may also be neglected (Ip = Ig = 0); thus, only one electrical 
transient, determined by the field winding, remains. With the two motion equations, this one 
makes for a third-order system. Finally, all electric transients may be neglected to be left only with 
the motion equations, for very slow (mechanical) transients. 

Asynchronous running at constant speed may also be tackled as an electromagnetic transient, with 
S > js@,; S equals slip; and S = (@, — @,)/@,. An inflexion in the asynchronous torque is detected 
around S = !/, (@, = @,/2). It tends to be small in large machines, as r, is very small in P.U. 

In close to synchronous speed, S| <0.05, the asynchronous torque is proportional to slip speed 
Sq@,. Also, torque pulsations occur in the asynchronous torque that have to be accounted for during 
transients, for better precision, as asynchronous torque f,, is 


as 


tas = taay + tagp COS(2S00,0, + P) (5.210) 


as asav asp 


Its pulsation frequency is small, because S gets smaller, as it is the case around synchronism 
(|S|< 0.05, ®, ~(0.95-1.05)@,). 
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Mechanical (very small) transients may be treated easily with the SG at steady state electromag- 
netically. Only speed w, and power angle 6, vary in the so-called rotor swing equation. Through 
numerical methods, the nonlinear model may be solved, but for small perturbations, a simple 
analytical solution for @,(t) and 6,(¢) may be found for particular inputs, such as shaft torque step 
or frequency response. 

For the SG in stand-alone operation without a damper cage, a proper mechanical frequency f, is 
defined. It varies with field current Ip power angle 6,, and inertia, but it is generally less than 2 
to 3 Hz for large and medium power standard SGs. When an SG is connected to the power grid 
and the shaft torque presents pulsations at Q,,, resonance conditions may occur. They are char- 
acterized by severe oscillation amplifications (in 6,) that are tempered by a large inertia and a 
strong damper cage. Torsional shaft frequencies by the prime-mover shaft and coupling to the SG 
may also produce resonance mechanical conditions that have to be avoided. 

Electromechanical transients are characterized by both electrical and mechanical transients. For 
small perturbations, the d—q model provides a very good way to investigate the SG stability — 
without or with voltage and speed control — by the eigenvalue method, after linearization around 
a steady-state given point. 

For large disturbance transients, the full d~q model with magnetic saturation and frequency effects 
(Figure 5.21) is recommended. Numerical methods may solve the transients, but direct stability 
methods typical to nonlinear systems may also be used. 

Finite element analysis is widely used to assess various SG steady state and transients through 
coupled field/circuit models. The computation time is still prohibitive for use in design optimi- 
zation or for controller design. With the computation power of microcomputers rising by the year, 
the FEM will become the norm in analyzing the FEM steady-state and transient performance: 
electromagnetic, thermal, or mechanical. 

Still, the circuit models, with the parameters calculated through FEM and then curve fitted by 
analytical approximations, will eventually remain the norm for preliminary and optimization 
design, particular transients, and SG control. 

The approximate (circuit) transient (fourth-order) model of SG is finally given, as it will be used 
in Chapter 6, which is dedicated to the control of SGs. 
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6.1 Introduction 


Satisfactory alternating current (AC) power system operation is obtained when frequency and voltage 
remain nearly constant or vary in a limited and controlled manner when active and reactive loads vary. 

Active power flow is related to a prime mover’s energy input and, thus, to the speed of the synchronous 
generator (SG). On the other hand, reactive power control is related to terminal voltage. Too large an 
electric active power load would lead to speed collapse, while too large a reactive power load would cause 


voltage collapse. 
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When a generator acts alone on a load, or it is by far the strongest in an area of a power system, its 
frequency may be controlled via generator speed, to remain constant with load (isochronous control). On 
the contrary, when the SG is part of a large power system, and electric generation is shared by two or more 
SGs, the frequency (speed) cannot be controlled to remain constant because it would forbid generation 
sharing between various SGs. Control with speed droop is the solution that allows for fair generation sharing. 

Automatic generation control (AGC) distributes the generation task between SGs and, based on this 
as input, the speed control system of each SG controls its speed (frequency) with an adequate speed 
droop so that generation “desired” sharing is obtained. 

By fair sharing, we mean either power delivery proportional to ratings of various SGs or based on 
some cost function optimization, such as minimum cost of energy. 

Speed (frequency) control quality depends on the speed control of the SG and on the other “induced” 
influences, besides the load dependence on frequency. In addition, torsional shaft oscillations — due to 
turbine shaft, couplings, generator shaft elasticity, and damping effects — and subsynchronous resonance 
(due to transmission lines series capacitor compensation to increase transmission power capacity at long 
distance) influence the quality of speed (active power) control. Measures to counteract such effects are 
required. Some are presented in this chapter. 

In principle, the reactive power flow of an SG may be controlled through SG output voltage control, which, 
in turn, is performed through excitation (current or voltage) control. SG voltage control quality depends on 
the SG parameters, excitation power source dynamics with its ceiling voltage, available to “force” the excitation 
current when needed in order to obtain fast voltage recovery upon severe reactive power load variations. The 
knowledge of load reactive power dependence on voltage is essential to voltage control system design. 

Though active and reactive power control interactions are small in principle, they may influence each 
other’s control stability. To decouple them, power system stabilizers (PSSs) can be added to the automatic 
voltage regulators (AVRs). PSSs have inputs such as speed or active power deviations and have lately 
generated extraordinary interest. In addition, various limiters — such as overexcitation (OEL) and 
underexcitation (UEL) — are required to ensure stability and avoid overheating of the SG. Load shedding 
and generator tripping are also included to match power demand to offer. 

In a phase of the utmost complexity of SG control, with power quality as a paramount objective, SG 
models, speed governor models (Chapter 3), excitation systems and their control models, and PSSs, were 
standardized through Institute of Electrical and Electronics Engineers (IEEE) recommendations. 

The development of powerful digital signal processing (DSP) systems and of advanced power elec- 
tronics converters with insulated gate bipolar transistors (IGBTs), gate turn-off or thyristors (GTIs), MOS 
controlled thyristors (MCTs), together with new nonlinear control systems such as variable structure 
systems, fuzzy logic neural networks, and self-learning systems, may lead in the near future to the 
integration of active and reactive power control into unique digital multi-input self-learning control 
systems. The few attempts made along this path so far are very encouraging. 

In what follows, the basics of speed and voltage control are given, while ample reference to the newest 
solutions is made, with some sample results. For more on power system stability and control see the 
literature [1-3]. 

We distinguish in Figure 6.1 the following components: 


+ Automatic generation control (AGC) 

+ Automatic reactive power control (AQC) 

+ Speed/power and the voltage/reactive power droop curves 

+ Speed governor (Chapter 3) and the excitation system 

* Prime mover/turbine (Chapter 3) and SG (Chapter 5) 

* Speed, voltage, and current sensors 

+ Step-up transformer, transmission line (X,,), and the power system electromagnetic field (emf), Es 
* PSS added to the voltage controller input 


In the basic SG control system, the active and reactive power control subsystems are independent, with 
only the PSS as a “weak link” between them. 


© 2006 by Taylor & Francis Group, LLC 


Control of Synchronous Generators in Power Systems 6-3 


— Power 
{ ive Xr system 
Trans-  Transmi- E 
ee ssionline  * 
Speed . Synchronous . b, 
P Turbine Y Exciter ae 
= governor generator Vac 
Voltage cont- 
Speed roller & Voltage 
es goveriat limiters compensator 
—S area aaa mas | ieee ame ataae | 
controller a _V 
ooo a 2nnn nanan nana an-- + r---# PSS} O 
*{!calculator: | ' a 
; Wy | a Vv 
oO; mmm mnt eee ed c 
r 
P* c 
{p* QQ 
to 
From automatic _ |From automatic |__] 
generation Communication link reactive power |__| 
control (AGC) | \| control (AQC) 


FIGURE 6.1 Generic synchronous generator control system. 


The active power reference P* is obtained through AGC. A speed (frequency)/power curve (straight 
line) leads to the speed reference @,*. The speed error @,* —@, then enters a speed governor control 
system with output that drives the valves and, respectively, the gates of various types of turbine speed- 
governor servomotors. AGC is part of the load-frequency control of the power system of which the SG 
belongs. In the so-called supplementary control, AGC moves the @,/P curves for desired load sharing 
between generators. On the other hand, AQC may provide the reactive power reference of the respective 
generator Q* <> 0. 

A voltage/reactive power curve (straight line) will lead to voltage reference V.*. The measured voltage 
V, is augmented by an impedance voltage drop I,(R. + jX¢) to obtain the compensated voltage V.. The 
voltage error V.* — V,, enters the excitation voltage control (AVR) to control the excitation voltage V; in 
such a manner that the reference voltage V,.* is dynamically maintained. 

The PSS adds to the input of AVR a signal that is meant to provide a positive damping effect of AVR 
upon the speed (active power) low-frequency local pulsations. 

The speed governor controller (SGC), the AVR, and the PSS may be implemented in various ways 
from proportional integral (PI), proportional integral derivative (PID) to variable structure, fuzzy logic, 
artificial neural networks (ANNs), L,., and so forth. There are also various built-in limiters and protection 
measures. 

In order to design SGC, AVR, PSS, proper turbine, speed governor, and SG simplified models are 
required. As for large SGs in power systems, the speed and excitation voltage control takes place within 
a bandwidth of only 3 Hz, and simplified models are feasible. 


6.2 Speed Governing Basics 


Speed governing is dedicated to generator response to load changes. An isolated SG with a rigid shaft 
system and its load are considered to illustrate the speed governing concept (Figure 6.2, [1,2]). 
The motion equation is as follows: 


He 7 tT (6.1) 
dt 
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FIGURE 6.2 Synchronous generator with its own load. 


where 
T,, = the turbine torque (per unit [P.U.]) 


T, = the SG torque (P.U.) 


H (seconds) = inertia 
We may use powers instead of torques in the equation of motion. For small deviations, 


P=,T=P,+AP 


Tin = To + AT 3 Te = Toy + AT, (6.2) 
QO, =@)+AQ, 
For steady state, T,,,) = T.,; thus, from Equation 6.1 and Equation 6.2, 
AP,, — AP, = (AT, — AT, ) (6.3) 
For rated speed @, = 1 (P.U.), 
(6.4) 


2H = (ap, —AP,)/@)3M =2H0, 


The transfer function in Equation 6.4 is illustrated in Figure 6.3. 
The electromagnetic power P, is delivered to composite loads. Some loads are frequency independent 


(lighting and heating loads). In contrast, motor loads depend notably on frequency. Consequently, 


AP, = AP, + DAQ, (6.5) 


where 
AP, = the load power change, which is independent of frequency 


D =a load damping constant 


FIGURE 6.3 Power/speed transfer function (in per unit [P.U.] terms). 
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FIGURE 6.4 Power/speed transfer function with load frequency dependence. 
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FIGURE 6.5 Isochronous (integral) speed governor: (a) schematics and (b) response to step load increase. 


Introducing Equation 6.5 into Equation 6.4 leads to the following: 


2H@ d aD: 
dt 


+ DAw, = AP,, — AP, (6.6) 


The new speed/mechanical power transfer function is as shown in Figure 6.4. The steady-state speed 
deviation AW,, when the load varies, depends on the load frequency sensitivity. For a step variation in 
load power (AP,), the final speed deviation is Aw, = AP,/D (Figure 6.4). The simplest (primitive) speed 
governor would be an integrator of speed error that will drive the speed to its reference value in the 
presence of load torque variations. This is called the isochronous speed governor (Figure 6.5a and 
Figure 6.5b). 

The primitive (isochronous) speed governor cannot be used when more SGs are connected to a power 
system because it will not allow for load sharing. Speed droop or speed regulation is required: in principle, 
a steady-state feedback loop in parallel with the integrator (Figure 6.6a and Figure 6.6b) will do. It is 
basically a proportional speed controller with R providing the steady-state speed vs. load power (Figure 
6.6c) straight-line dependence: 


(6.7) 


The time response of a primitive speed-droop governor to a step load increase is characterized now 
by speed steady-state deviation (Figure 6.6d). 
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FIGURE 6.6 The primitive speed-droop governor: (a) schematics, (b) reduced structural diagram, (c) frequency/ 
power droop, and (d) response to step load power. 


With two (or more) generators in parallel, the frequency will be the same for all of them and, thus, 
the load sharing depends on their speed-droop characteristics (Figure 6.7). As 


—AP R, = Af; 
(6.8) 
—AP, R, = Af 
it follows that 
Se (6.9) 
APR, 


Only if the speed droop is the same (R, = R,) are the two SGs loaded proportionally to their rating. 
The speed/load characteristic may be moved up and down by the load reference set point (Figure 6.8). 

By moving the straight line up and down, the power delivered by the SG for a given frequency goes 
up and down (Figure 6.9). The example in Figure 6.9 is related to a 50 Hz power system. It is similar for 
60 Hz power systems. In essence, the same SG may deliver at 50 Hz, zero power (point A), 50% power 
(point B), and 100% power (point C). In strong power systems, the load reference signal changes the 
power output and not its speed, as the latter is determined by the strong power system. 
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FIGURE 6.7 Load sharing between two synchronous generators with speed-droop governor. 
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FIGURE 6.8 Speed-droop governor with load reference control. 
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FIGURE 6.9 Moving the frequency (speed)/power characteristics up and down. 


It should also be noted that, in reality, the frequency (speed) power characteristics depart from a 
straight line but still have negative slopes, for stability reasons. This departure is due to valve (gate) 
nonlinear characteristics; when the latter are linearized, the straight line f(P) is restored. 


6.3 Time Response of Speed Governors 


In Chapter 3, we introduced models that are typical for steam reheat or nonreheat turbines (Figure 3.9 
and Figure 3.10) and hydraulic turbines (Figure 3.40 and Equation 3.42). Here we add them to the speed- 
droop primitive governor with load reference, as discussed in the previous paragraph (Figure 6.10a and 
Figure 6.10b): 
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* Toy is the inlet and steam chest delay (typically: 0.3 sec) 
* Try is the reheater delay (typically: 6 sec) 
* Fyp is the high pressure (HP) flow fraction (typically: Fy, = 0.3) 


With nonreheater steam turbines: Ty, = 0. 

For hydraulic turbines, the speed governor has to contain transient droop compensation. This is so 
because a change in the position of the gate, at the foot of the penstock, first produces a short-term 
turbine power change opposite to the expected one. For stable frequency response, long resetting times 
are required in stand-alone operation. 

A typical such system is shown in Figure 6.10b: 


* Ty is the water starting constant (typically: Ty, = 1 sec) 

* R, is the steady-state speed droop (typically: 0.05) 

* Toy is the main gate servomotor time constant (typically: 0.2 sec) 
* Ta is the reset time (typically: 5 sec) 

+ R, is the transient speed droop (typically: 0.4) 

+ Dis the load damping coefficient (typically: D = 2) 


Typical responses of the systems in Figure 6.10a and Figure 6.10b to a step load (AP,) increase are 
shown in Figure 6.11 for speed deviation Aq, (in P.U.). As expected, the speed deviation response is 
rather slow for hydraulic turbines, average with reheat steam turbine generators, and rather fast (but 
oscillatory) for nonreheat steam turbine generators. 
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l+s = Tr 14+ sT,,/2 a 2Hwos + D A, 
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FIGURE 6.10 (a) Basic speed governor and steam turbine generator; (b) basic speed governor and hydraulic turbine 
generator. 
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FIGURE 6.11 Speed deviation response of basic speed governor—turbine—generator systems to step load power 
change. 


The speed governor turbine models in Figure 6.10 are standard. More complete (nonlinear) models 
are closer to reality. Also, nonlinear, more robust speed governor controllers are to be used to improve 
speed (or power angle) deviation response to various load perturbations (AP,). 


6.4 Automatic Generation Control (AGC) 


In a power system, when load changes, all SGs contribute to the change in power generation. The 
restoration of power system frequency requires additional control action that adjusts the load reference 
set points. Load reference set point modification leads to automatic change of power delivered by 
each generator. 

AGC has three main tasks: 


* Regulate frequency to a specified value 

+ Maintain inter-tie power (exchange between control areas) at scheduled values 

* Distribute the required change in power generation among SGs such that the operating costs are 
minimized 


The first two tasks are also called load-frequency control. 

In an isolated power system, the function of AGC is to restore frequency, as inter-tie power exchange 
is not present. This function is performed by adding an integral control on the load reference settings 
of the speed governors for the SGs with AGC. This way, the steady-state frequency error becomes zero. 
This integral action is slow and thus overrides the effects of the composite frequency regulation charac- 
teristics of the isolated power system (made of all SGs in parallel). Thus, the generation share of SGs that 
are not under the AGC is restored to scheduled values (Figure 6.12). For an interconnected power system, 
AGC is accomplished through the so-called tie-line control. And, each subsystem (area) has its own 
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FIGURE 6.12 Automatic generation control of one synchronous generator in a two-synchronous-generator isolated 
power system. 


central regulator (Figure 6.13a). The interconnected power system in Figure 6.13 is in equilibrium if, for 
each area, 


Poen = Proad + Prie (6.10) 


The inter-tie power exchange reference (P,;,),.. is set at a higher level of power system control, based on 
economical and safety reasons. 

The central subsystem (area) regulator has to maintain frequency at f,,;and the net tie-line power (tie- 
line control) from the subsystem area at a scheduled value P,,,,.. In fact (Figure 6.13b), the tie-line control 
changes the power output of the turbines by varying the load reference (P,,;) in their speed governor 
systems. The area control error (ACE) is as follows (Figure 6.13b): 


ACE =—AP,, —ApAf (6.11) 


ACE is aggregated from tie-line power error and frequency error. The frequency error component is 
amplified by the so-called frequency bias factor Ap. The frequency bias factor is not easy to adopt, as the 
power unbalance is not entirely represented by load changes in power demand, but in the tie-line power 
exchange as well. 

A PI controller is applied on ACE to secure zero steady-state error. Other nonlinear (robust) regulators 
may be used. The regulator output signal is AP,,;, which is distributed over participating generators with 
participating factors 0, ... &,,. Some participating factors may be zero. The control signal acts upon load 
reference settings (Figure 6.12). 

Inter-tie power exchange and participation factors are allocated based on security assessment and 
economic dispatch via a central computer. 

AGC may be treated as a multilevel control system (Figure 6.14). The primary control level is represented 
by the speed governors, with their load reference points. Frequency and tie-line control represent secondary 
control that forces the primary control to bring to zero the frequency and tie-line power deviations. 

Economic dispatch with security assessment represents the tertiary control. Tertiary control is the 
slowest (minutes) of all control stages, as expected. 
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FIGURE 6.13 Central subsystem (tie-line): (a) power balance and (b) structural diagram. 


6.5 Time Response of Speed (Frequency) and Power Angle 


So far, we described the AGC as containing three control levels in an interconnected power system. Based 
on this, the response in frequency, power angle, and power of a power system to a power imbalance 
situation may be approached. If a quantitative investigation is necessary, all the components have to be 
introduced with their mathematical models. But, if a qualitative analysis is sought, then the automatic 
voltage regulators are supposed to maintain constant voltage, while electromagnetic transients are 
neglected. Basically, the power system moves from a steady state to another steady-state regime, while 
the equation of motion applies to provide the response in speed and power angle. 

Power system disturbances are numerous, but consumer load variation and disconnection or connec- 
tion of an SG from (or to) the power system are representative examples. Four time stages in the response 
to a power system imbalance may be distinguished: 


+ Rotor swings in the SGs (the first few seconds) 

+ Frequency drops (several seconds) 

* Primary control by speed governors (several seconds) 

* Secondary control by central subsystem (area) regulators (up to one minute) 
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FIGURE 6.14 Automatic generation control as a multilevel control system. 


During periodic rotor swings, the mechanical power of the remaining SGs may be considered constant. 
So, if one generator, out of two, is shut off, the power system mechanical power is reduced twice. The 
capacity of the remaining generators to deliver power to loads is reduced from the following: 


, E'V; ‘ , 
P.(8))= yy sind (6.12) 
cia aay gt 
2 
to 
E’V; sino 
p(s) a" Meaney. (prs) (6.13) 
Kee Ne 


in the first moments after one generator is disconnected. Notice that X; is the transmission line reactance 
(there are two lines in parallel) and X, is the power system reactance. Xj is the transient reactance of the 
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FIGURE 6.15 Rotor swings and power system contributing power change. 


generator, E’ is the generator transient emf, and V, is the power system voltage. The situation is illustrated 
in Figure 6.15. 

Notice that the load power has not been changed. Both the remaining generator (AP ,) and the power 
system have to cover for the deficit AP): 


APay = P.(8’) = Pris aa 
APs = AP, — AP py 


While the motion equation leads to the rotor swings in Figure 6.15, the power system still has to cover 
for the power AP,(t). So, the transient response to the power system imbalance (by disconnecting a 
generator out of two) continues with stage two: frequency control. 

Due to the additional power system contribution requirement during this second stage, the generators 
in the power system slow, and the system frequency drops. During this stage, the share from AP, is 
determined by the inertia of the generator. The basic element is that the power angle of the studied 
generator goes further down while the SG is still in synchronism. When this drop in power angle and 
frequency occurs, we enter stage three, when primary (speed governors) control takes action, based on 
the frequency/power characteristics. 

The increase in mechanical power required from each turbine is, as known, inversely proportional to 
the droop in the f(P) curve (straight line). When the disconnection of one of the two generators occurred, 
the f(P) composite curve is changing from P,_ to P,, (Figure 6.16). 


at 
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FIGURE 6.16 Frequency response for power imbalance. 
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FIGURE 6.17. Extended f(P) curves with frequency collapse when large power imbalance occurs. 
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FIGURE 6.18 Frequency restoration via two-stage load shedding. 


The operating point moves from A to B as one generator was shut off. The load/frequency characteristic 
is f(P,) in Figure 6.16. Along the trajectory BC, the SG decelerates until it hits the load curve in C, then 
accelerates up to D and so on, until it reaches the new stable point E. 

The straight-line characteristics f(P) will remain valid — power increases with frequency (speed) 
reduction — up to a certain power when frequency collapses. In general, if enough power (spinning) 
reserve exists in the system, the straight-line characteristic holds. Spinning reserve is the difference 
between rated power and load power in the system. Frequency collapse is illustrated in Figure 6.17. 

Because of the small spinning reserve, the frequency decreases initially so much that it intercepts the 
load curve in U, an unstable equilibrium point. So, the frequency decreases steadily and finally collapses. 
To prevent frequency collapsing, load shedding is performed. At a given frequency level, underfrequency 
relays in substations shut down scheduled loads in two to three steps in an attempt to restore frequency 
(Figure 6.18). 

When frequency reaches point C, the first stage of load (P,,) shedding is operated. The frequency still 
decreases, but at a slower rate until it reaches level D, when the second load shedding is performed. This 
time (as D is at the right side of S,), the generator accelerates and restores frequency at S). 

In the last stage of response dynamics, frequency and the tie-line power flow control through the AGC 
take action. In an islanded system, AGC actually moves up stepwise the f(P) characteristics of generators 
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such as to restore frequency to its initial value. Details on frequency dynamics in interconnected power 
systems can be found in the literature [1, 2]. 


6.6 Voltage and Reactive Power Control Basics 


Dynamically maintaining constant (or controlled) voltage in a power system is a fundamental require- 
ment of power quality. Passive (resistive-inductive, resistive-capacitive) loads and active loads (motors) 
require both active and reactive power flows in the power system. 

While composite load power dependence on frequency is mild, the reactive load power dependency 
on voltage is very important. Typical shapes of composite load (active and reactive power) dependence 
on voltage are shown in Figure 6.19. 

As loads “require” reactive power, the power system has to provide for it. In essence, reactive power 
may be provided or absorbed by the following: 


* Control of excitation voltage of SGs by automatic voltage regulation (AVR) 
* Power-electronics-controlled capacitors and inductors by static voltage controllers (SVCs) placed 
at various locations in a power system 


As voltage control is related to reactive power balance in a power system, to reduce losses due to 
increased power-line currents, it is appropriate to “produce” the reactive power as close as possible to 
the place of its “utilization.” Decentralized voltage (reactive power) control should thus be favored. 

As the voltage variation changes, both the active and reactive power that can be transmitted over a 
power network vary, and it follows that voltage control interferes with active power (speed) control. 
The separate treatment of voltage and speed control is based on their weak coupling and on necessity. 
One way to treat this coupling is to add to the AVR the so-called PSS, with input that is speed or active 
power deviation. 
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FIGURE 6.19 Typical P,, Q, load powers vs. voltage. 


© 2006 by Taylor & Francis Group, LLC 


6-16 Synchronous Generators 


Bn 
Step-up full power 
transformer 
| -—————} Step-down hes 
transformer SETACeS 
<> 
Turbine Synchronous 
generator 
I 
+ Ve 


| Exciter ——W—_] 


FIGURE 6.20 Exciter with automatic voltage regulator (AVR). 


6.7 The Automatic Voltage Regulation (AVR) Concept 


AVR acts upon the DC voltage V;, that supplies the excitation winding of SGs. The variation of field 
current in the SG increases or decreases the emf (no load voltage); thus, finally, for a given load, the 
generator voltage is controlled as required. The excitation system of an SG contains the exciter and the 
AVR (Figure 6.20). 

The exciter is, in fact, the power supply that delivers controlled power to SG excitation (field) winding. 
As such, the exciters may be classified into the following: 


* DC exciters 
* AC exciters 
* Static exciters (power electronics) 


The DC and AC exciters contain an electric generator placed on the main (turbine-generator) shaft 
and have low power electronics control of their excitation current. The static exciters take energy from 
a separate AC source or from a step-down transformer (Figure 6.20) and convert it into DC-controlled 
power transmitted to the field winding of the SG through slip-rings and brushes. 

The AVR collects information on generator current and voltage (V,» I,) and on field current, and, 
based on the voltage error, controls the V; (the voltage of the field winding) through the control voltage 
Von Which acts on the controlled variable in the exciter. 


con? 


6.8 Exciters 


As already mentioned, exciters are of three types, each with numerous embodiments in industry. 
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FIGURE 6.21 Typical direct current (DC) exciter. 


The DC exciter (Figure 6.21), still in existence for many SGs below 100 MVA per unit, consists of two 
DC commutator electric generators: the main exciter (ME) and the auxiliary exciter (AE). Both are placed 
on the SG main shaft. The ME supplies the SG field winding (V,), while the AE supplies the ME field 
winding. 

Only the field winding of the auxiliary exciter is supplied with the voltage V,,,, controlled by the AVR. 
The power electronics source required to supply the AE field winding is of very low power rating, as the 
two DC commutator generators provide a total power amplification ratio around 600/1. 

The advantage of a low power electronics external supply required for the scope is paid for by the 
following: 


+ A rather slow time response due to the large field-winding time constants of the two excitation 
circuits plus the moderate time constants of the two armature windings 

+ Problems with brush wearing in the ME and AE 

+ Transmission of all excitation power (the peak value may be 4 to 5% of rated SG power) of the 
SG has to be through the slip-ring brush mechanism 

+ Flexibility of the exciter shafts and mechanical couplings adds at least one additional shaft torsional 
frequency to the turbine-generator shaft 


Though still present in industry, DC exciters were gradually replaced with AC exciters and static exciters. 


6.8.1 AC Exciters 


AC exciters basically make use of inside-out synchronous generators with diode rectifiers on their rotors. 
As both the AC exciter and the SG use the same shaft, the full excitation power diode rectifier is connected 
directly to the field winding of SG (Figure 6.22). The stator-based field winding of the AC exciter is 
controlled from the AVR. 

The static power converter now has a rating about 1/20(30) of the SG excitation winding power rating, 
as only one step of power amplification is performed through the AC exciter. 

The AC exciter in Figure 6.22 is characterized by the following: 


+ Absence of electric brushes in the exciter and in the SG 

+ Addition of a single machine on the main SG-turbine shaft 

* Moderate time response in V; (SG field-winding voltage), as only one (transient) time constant 
(Ty) delays the response; the static power converter delay is small in comparison 

+ Addition of one torsional shaft frequency due to the flexibility of the AC exciter machine shaft 
and mechanical coupling 

+ Small controlled power in the static power converter: (1/20[30] of the field-winding power rating) 
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FIGURE 6.22 Alternating current (AC) exciter. 


The brushless AC exciter (as in Figure 6.22) is used frequently in industry, even for new SGs, because 
it does not need an additional sizable power source to supply the exciter’s field winding. 


6.8.2 Static Exciters 


Modern electric power plants are provided with emergency power groups for auxiliary services that may 
be used to start the former from blackout. So, an auxiliary power system is generally available. 

This trend gave way to static exciters, mostly in the form of controlled rectifiers directly supplying the 
field winding of the SG through slip-rings and brushes (Figure 6.23a and Figure 6.23b). The excitation 
transformer is required to adapt the voltage from the auxiliary power source or from the SG terminals 
(Figure 6.23a). 

It is also feasible to supply the controlled rectifier from a combined voltage transformer (VT) and 
current transformer (CT) connected in parallel and in series with the SG stator windings (Figure 6.23b). 
This solution provides a kind of basic AC voltage stabilization at the rectifier input terminals. This way, 
short-circuits or short voltage sags at SG terminals do not much influence the excitation voltage ceiling 
produced by the controlled rectifier. 

In order to cope with fast SG excitation current control, the latter has to be forced by an overvoltage 
available to be applied to the field winding. The voltage ceiling ratio (Venax/Virateq) characterizes the exciter. 

Power electronics (static) exciters are characterized by fast voltage response, but still the T,’ time 
constant of the SG delays the field current response. Consequently, a high-voltage ceiling is required for 
all exciters. 

To exploit with minimum losses the static exciters, two separate controlled rectifiers may be used, one 
for “steady state” and one for field forcing (Figure 6.24). There is a switch that has to be kept open unless 
the field-forcing (higher voltage) rectifier has to be put to work. When Vinax/ Virateq 1S Notably larger than 
two, such a solution may be considered. 

The development of IGBT pulse-width modulator (PWM) converters up to 3 MVA per unit (for electric 
drives) at low voltages (690 VAC, line voltage) provides for new, efficient, lower-volume static exciters. 

The controlled thyristor rectifiers in Figure 6.24 may be replaced by diode rectifiers plus DC-DC IGBT 
converters (Figure 6.25). 

A few such four-quadrant DC-DC converters may be paralleled to fulfill the power level required for 
the excitation of SGs in the hundreds of MVAs per unit. The transmission of all excitation power through 
slip-rings and brushes remains a problem. However, with today’s doubly fed induction generators at 400 
MVA/unit, 30 MVA is transmitted to the rotor through slip-rings and brushes. The solution is, thus, here 
for the rather lower power ratings of exciters (less than 3 to 4% of SG rating). 

The four-quadrant chopper static exciter has the following features: 
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FIGURE 6.23 Static exciter: (a) voltage fed and (b) voltage and current fed. 


* It produces fast current response with smaller ripple in the field-winding current of the SG. 

* It can handle positive and negative field currents that may occur during transients as a result of 
stator current transients. 

+ The AC input currents (in front of the diode rectifier) are almost sinusoidal (with proper filtering), 

while the power factor is close to unity, irrespective of load (field) current. 

The current response is even faster than that with controlled rectifiers. 

Active front-end IGBT rectifiers may also be used for static exciters. 


6.9 Exciter’s Modeling 


While it is possible to derive complete models for exciters — as they are interconnected electric generators 
or static power converters — for power system stability studies, simplified models have to be used. The 
IEEE standard 421.5 from 1992 contains “IEEE Recommended Practice for Excitation System Models for 
Power Systems.” 
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FIGURE 6.24 Dual rectifier static exciter. 
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FIGURE 6.25 Diode-rectifier and four-quadrant DC-—DC converter as static exciter. 


Moreover, “Computer Models for Representation of Digital-Based Excitation Systems” were also rec- 
ommended by IEEE in 1996. 


6.9.1 New P.U. System 


The so-called reciprocal P.U. system used for the SG, where the base voltage for the field-winding voltage 
V, is the SG terminal rated voltage V,, x 2 leads to a PU. value of V; in the range of 0.003 or so. Such 
values are too small to handle in designing the AVR. 

A new, nonreciprocal, P.U. system is now widely used to handle this situation. Within this P.U. system, 
the base voltage for V; is Vy, the field-winding voltage required to produce the airgap line (nonsaturated) 
no-load voltage at the generator terminals. For the SG in P.U., at no load, 

Vio = t+ qo = +L Lqo = 9 
V0 =F a0 = Lal ¢ (6.15) 


[Wio]= Vo = dnd ¢ = 1.0 


So, 
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T= iy(P.U.) (6.16) 


The field voltage V; corresponding to J; is as follows: 


j 
Vp =r 1p =L(P.U,) (6.17) 


This is the reciprocal P.U. system. 
In the nonreciprocal P.U. system, the corresponding field current Ip, = 1.0; thus, 


Tp = lin Ty (6.18a) 


The exciter voltage in the new P.U. system is, thus, 


Lam 
Vip = : Vy (6.18b) 
f 


Using Equation 6.16 in Equation 6.18, we evidently find V;, = 1.0, as we are at no-load conditions 
(Equation 6.15). In Chapter 5, the operational flux ‘¥,, at no load was defined as follows: 


AY, (s) = Lam (1+ sTp )AV, 


r, (1+sTio )(1+5T7) 


(6.19) 


in the reciprocal P.U. system. 
In the new, nonreciprocal, P.U. system, by using Equation 6.18 in Equation 6.19, we obtain the 
following: 


(1+sTp)AVs, 
AY (s)= 5 7 (6.20) 
(i+ sTip )(1+ sT i) 
However, at no load, 
AY a» = AV (6.21) 
Consequently, with the damping winding eliminated (Tj, T,, = 0), 
AVi(s)_ 1 (6.22) 


AV p(s) oe sT i 


The open-circuit transfer function of the generator has a gain equal to unity and the time constant Tj: 


L (lath 
Tiyp= Linon) wy) (6.23) 
Dpase i 
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Example 6.1 


Consider an SG with the following P.U. parameters: Ij, = Jgm = 1.6, ly = 0.12, Iq = 0.17, r¢ = 0.0064. 


The rated voltage V, = 24/ V3 ky, f, = 60 Hz. The field current and voltage required to produce 
the rated generator voltage at no load on the airgap line are I, = 1500 A, V; = 100 V. 


Calculate the following: 


1. The base values of V; and J; in the reciprocal and nonreciprocal (V4, I,,) P-U. system 
2. The open-circuit generator transfer function AV,/AV,, 


Solution 
1. Evidently, V,, = 100 V, I,, = 1500 A, by definition, in the nonreciprocal P.U. system. 
Y> Vip fl 'Y Pp y’ 


For the reciprocal P.U. system, we make use of Equation 6.17 and Equation 6.18: 


Tp = Lim! p = 1.6-1500= 2400 A 


Vp= fan Ve= 16 _].100=250 kV 
rf 0.0064 


2. In the absence of damper winding, only the time constant T’,, remains to be determined 


(Equation 6.23): 
0.17+1.6 
= _ ( = 7.34 sec 
2760 0.0064 
AV(s) 1 


AV, (s) 1+7.34xs 


When temperature varies, ry, varies, and thus, all base variables vary. The time constant Tjo 


also varies. 


6.9.2. The DC Exciter Model 


Consider the separately excited DC commutator generator exciter (Figure 6.7), with its no-load and on- 
load saturation curves at constant speed. 

Due to magnetic saturation, the relationship between DC exciter field current I,-and the output voltage 
V.. is nonlinear (Figure 6.26). The airgap line slope in Figure 6.26 is R, (as in a resistance). In the IEEE 
standard 451.2, the magnetic saturation is defined by the saturation factor S,(V,,.): 


V, 
I =—~+ AL 
R 
g (6.24) 


Al = Vex Se Vex) 


The saturation factor is approximated by using an exponential function: 


1 
SAV. )=—-e" (6.25) 
R, 


Other approximations are also feasible. 
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FIGURE 6.26 DC exciter and load-saturation curve. 


6-23 


The no-load DC exciter voltage V,, is proportional to its excitation field ‘Y,. For constant speed, 


Vin = Ke Vey =K, Ly Ty 


Gam tee Fog es 
of — Nef Le to = ef +e 2 ef 
of of “ef dt of “ef of dt 


With Equation 6.24 through Equation 6.26, Equation 6.27 becomes 


R, 1 dV, 
Ve =| <2 + Ry S. (Vee) [Vee t+ 
R, K, dt 


(6.26) 


(6.27) 


(6.28) 


This is basically the voltage transfer function of the DC exciter on no load, considering magnetic 


saturation. 


Again, P.U. variables are used with base voltage equal to the SG base field voltage V;,: 


Vexb = Via 


LV RARYSR: 
In PU., the saturation factor becomes 

Se(Vex) = RyS. (Vex) 
Finally, Equation 6.28 in P.U. is as follows: 


R 1 dv. 
Ve = a Ve (1+ eVe)e a 
g e 


It is obvious that 1/K, has the dimension of a time constant: 
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(6.29) 


(6.30) 


(6.31) 


(6.32) 
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FIGURE 6.27 DC exciter. 


AV of K AV; 
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FIGURE 6.28 Small-signal deviation of DC exciters with separate excitation. 


The values I, and V,,. in P.U., now correspond to a given operating point. 
Finally, Equation 6.31 becomes 


Vig = Vex (Ke + Sz (Ver) + T, ve (6.33) 
with 
Ae, 
Nae 
(6.34) 
Ry 
8 (Ve)= 35 (Vee) R 


This is the widely accepted DC exciter model used for AVR design and power system stability studies. 
It may be expressed in a structural diagram as shown in Figure 6.27. 

It is evident that for small-signal analysis, the structural diagram in Figure 6.27 may be simplified to 
the following: 


AV, = AV; iat) 


(6.35) 


1 
aS ear 
‘s Sz (Veo )+Ke my 


The corresponding structural diagram is shown in Figure 6.28. As expected, in its most simplified 
form, for small-signal deviations, the DC exciter is represented by a gain and a single time constant. Both 
K and T, however, vary with the operating point (Vp). Note that the self-excited DC exciter model is 
similar, but with K, = R,/R,— 1 instead of K, = R,/R,. Also, K, now varies with the operating point. 


6.9.3. The AC Exciter 


The AC exciter is, in general, a synchronous generator (inside-out for brushless excitation systems). Its 
control is again through its excitation and, in a way, is similar to the DC exciter. If a diode rectifier is 
used at the output of the AC exciter, the output DC current I, is proportional to the armature current, 
as almost unity power factor operation takes place with diode rectification. What is additional in the AC 
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FIGURE 6.29 AC exciter alternator. 


Ve 


FIGURE 6.30 Diode rectifier plus alternator equals AC exciter. 


exciter is a longitudinal demagnetizing armature reaction that tends to reduce the terminal voltage of 
the AC exciter. Consequently, one more feedback is added to the DC exciter model (Figure 6.29) to obtain 
the model of the AC exciter. 

The saturation factor S,(V;) should now be calculated from the no-load saturation curve and the 
airgap line of the AC exciter. The armature reaction feedback coefficient K, is related to the d axis coupling 
inductance of the AC exciter (J,,,, when the field winding of the AC exciter is reduced to its armature 
winding). It is obvious that the influence of armature resistance and damper cage (if any) are neglected, 
and speed is considered constant. It is V., and not V; in Figure 6.29, because a rectifier is used between 
the AC exciter and the SG field winding to change AC to DC. The uncontrolled rectifier that is part of 
the AC exciter is shown in Figure 6.30. 

The V,(I;) output curve of the diode rectifier is, in general, nonlinear and depends on the diode 
commutation overlapping. The alternator reactance (inductance) x,, plays a key role in the commutation 
process. Three main operation modes may be identified from no load to short-circuit [5]: 


+ Stage 1: two diodes conducting before commutation takes place (low load): 


i 
eieg Seiler ks I, 11, <(1-1/ 3) (6.36) 


Vex ale 


(6.37) 
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FIGURE 6.31 Diode rectifier voltage/current characteristic and structural diagram. 


* Stage 2: when each diode can conduct only when the counterconnected diode of the same phase 
has ended its conduction interval: 


(6.38) 
I; 3 
I4ijy3e- 2 
I, 4 
+ Stage 3: four diodes conduct at the same time: 
wee Hl _ 4) 
ex le 
(6.39) 
ea | 
4 1 


The V//V., (i/i,.) functions in Equation 6.36, Equation 6.38, and Equation 6.39 are illustrated in 
Figure 6.31. This is a steady-state characteristic. The response of the rectifier is so fast, in comparison 
with the alternator or to the SG field current response, that the steady-state characteristic suffices to 
model the rectifier. 


6.9.4 The Static Exciter 


Among the static exciter configurations, let us consider here the controlled three-phase rectifier 
(Figure 6.32). 

The average value (steady-state) characteristic represents the output voltage of the V; as a function of 
input voltage V,, and the load (J;) current [5, 6]: 


_ 3v2 


3 
Vp = “X* V3 coso—— xe; 
T T 


_ VaN2 


SC 


(6.40) 


I 


Xex 
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FIGURE 6.32 The controlled rectifier. 


F(o, ip/igc) 


FIGURE 6.33 The structure of a controlled rectifier. 


In PU. values, 


V, 1 ee 
aE a1; 11 = F( Osi; Lic) (6.41) 


= a- 
Ve ag 


The characteristic in Equation 6.41 is similar to the first stage of the diode rectifier characteristic. The 
structural diagram is also similar (Figure 6.33). For a = 0, it degenerates into stage 1 of the diode rectifier 
case (Equation 6.36). 

This time, the voltage V; applied to the field winding may be either positive or negative, while the field 
current I; is always positive. Faster response in I; is expected, while the control is done through the firing 
delay angle a. 

The power source (a transformer in general) has a rather constant emf V,,. and an internal reactance 
X43 $0 COS is input to the rectifier and is produced as the output of the AVR. 


6.10 Basic AVRs 


The basic AVR has to provide close-loop control of the SG terminal voltage by acting upon the exciter 
input with a voltage, V,,,,. It may have 1,2,3 stabilization loops and additional inputs, besides the reference 
voltage V,., of SG and its measured value with load compensation V,: 


V.= IV, +(r. + 5X.) (6.42) 


iets 


The load compensator introduces the compensation of generator voltage variation due to load and 
also the delay T, due to the voltage sensor. Other than that, a major field-winding voltage V; loop is 
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FIGURE 6.34 (a) IEEE 1992 ACIA (brushless) excitation system and (b) AC exciter with diode rectifier. 


introduced. The voltage regulator may be of many types (a lead-lag compensator, for example) with 
various limiters. Figure 6.34a and Figure 6.34b show the IEEE 1992 ACIA excitation system (with 
automatic voltage regulator). 

A few remarks are in order: 


+ The feedback loop uses V,/ instead of V.,. (exciter’s excitation voltage) or SG field-winding V;,. 

* A windup limited single constant block with gain K, is imposed to limit the output variable V4. 
* Vopr is the underexcitation limiter input. 

* Vopr is the overexcitation limiter input. 

* (1+ sT,)/(1 + sT,) is the voltage regulator implemented as a simple lead—lag compensator. 

+ A non-windup limiter V, a. V;min 18 applied to the exciter excitation supply voltage. 


The IEEE 1992 type ST1A excitation system model is shown in Figure 6.35. It represents a potential 
source-controlled rectifier. A transformer takes the power from the SG terminals and supplies the con- 
trolled rectifier. The exciter ceiling voltage is thus proportional to SG terminal voltage E,. The rectifier 
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Some sample typical values: 
Ky = 200 

Tp=l 

Ky = 0.03 

T, = 0.00 

Kip=45 
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Lp=45 


FIGURE 6.35 IEEE 1992 type ST1A excitation system (with automatic voltage regulator [AVR]). 


and voltage regulation is represented by K, (Kc, = x,, in previous structural diagrams). The field current 
I, is limited through gain K,, at the current limit J,,. Again, non-windup and windup limiters are 
included, along with underexcitation (V,,,) and overexcitation (Vo,,) limiters. The controlled rectifier 
model is considered only through the non-windup limiter Vanna Vamin: 
The IEEE 451.2 standard from 1992 contains a myriad of models for existing excitation systems. More 
are added in Reference [4]. 
At the same time, more sophisticated and robust AVRs are presented, proposed, and tested. In what 


follows, a case study of a digital AVR design is presented. 


max? 


Example 6.2: Digital Excitation System Design 


Let us consider here a PID AVR to be used with a IEEE-1992 standard 421.5, type ACSA alternator 
and diode rectifier brushless exciter for turbine-SG sets of low to medium power (say up to 50 MW). 


Provide a direct design method for the PID-type AVR. 
Solution 


The IEEE-1992, type AC5A analog excitation system model is modified to introduce the PID-type 
AVR (Figure 6.36). 


The diode rectifier voltage regulation (reduction) with load is neglected here for simplicity. 


Although the AVR is to be implemented digitally, the design of the PID controller may be done as 
if it were continuous, because the sampling frequency is more than 20 times the damped frequency 
of the closed-loop system. 


FIGURE 6.36 Simplified AC5A excitation system with PID-type automatic voltage regulator (AVR). 
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The transfer function of a PID controller is as follows: 


K 
Go(s)=K,+—++sKp (6.43) 
Ss 


where 
K, = the proportional gain 
K, = the integral gain 
Ky = the derivative gain 
Selecting Kp, K, and Ky is called controller tuning. 


The AC exciter model in Figure 6.36 may be considered a first-order model, at least for small 
deviations (Figure 6.29). The SG may also be modeled as a first-order system represented by the 
excitation time constant Tj, at constant speed, in the absence of the damper windings. So, the AC 
exciter plus the SG may be modeled through a second-order transfer function G(s): 


lin !(r¢(Se+Ke)) 


CO= Ty Th )ItsT) 


(6.44) 
1 


T=. 
* (Sp+Ke) 


E 


Tyo =(lin +1) (v5) (6.45) 
The closed-loop system characteristic is as follows: 
G(s)G-(s) + 1 =0 (6.46) 


Consider, for simplicity, 


lin I(r; (Se+Kz))=1 


With Equation 6.43 and Equation 6.44, Equation 6.46 becomes 


Kps’+Kpst+K, =—(1+sTio)(1+5T,)s (6.47) 


It is desirable that the closed-loop system be almost of second order. To do so, select a real negative 
pole s; = c in the far left-half of the plane with the other two as complex conjugates s,, = a + jb. 
The peak overshoot and settling time represent the basis for the pole placement (a,b,c). In this pole 
placement design method, from three equations, we find three unknowns: K,, K,, Kp. The controller 
settings of K,, K,, Kp give rise to two zeros that might be real or complex conjugates. The zeros 
affect the transient response; thus, some trial and error is required to complete the design. Over- 
designing the specifications, such as choosing a smaller than desired value to overshoot leads 
eventually to an adequate design. 


For Tj) = 1.5 sec, T,= 0.3 sec, f, = 60 Hz, settling time = 1.5 sec, peak overshoot = 10%, a good 
analog PID controller gain set is Kp = 39.33, K; = 76.50, and Kp, = 5.4 [7]. 


© 2006 by Taylor & Francis Group, LLC 


Control of Synchronous Generators in Power Systems 6-31 


The conversion of PID analog settings into discrete form is straightforward with the trapezoidal 
integration method: 


£ 
(6.48) 
iT T (1+ z) 
s 2 1-2" 
with z! representing the unit delay. 
Consequently, G,(t) is as follows: 
K - AV,(z) 
Gc(z) =| Kpp + +Kpp (1-27) |-Kas =—=* 6.49 
c(Z) PD a z | AA AV, (2) ( ) 
with 
Kpp =Kp—-K,T/2 
Kp =K,T (6.50) 


Kpp =Kp/T 
Again, K,, was added in Equation 6.49. For the case in point, T = 12.5 msec, Kpp = 777, Kp = 19, 
Kpp = 8640, and S; = 7, for a 75 kVA, 208 V, 0.8 PF lag generator [7]. 


Using the known property that Z-'X(K)= X(K —1), the expression of G,(z) may be converted in 
time discrete form as follows: 


AF(K)= AF(K -1)+(Kpp + Kp + Kpp )AV,(K)- 
(6.51) 
—(K pp +2K pp )AV; (K -1)+ KppAV; (K -2) 
where AV, is the generator voltage error (Figure 6.36). 


A 50 KVAR reactive load application and rejection response is shown in Figure 6.37a, while a step 
change in voltage set point is presented in Figure 6.37b [7]. 


The settling time varies between 0.4 to 0.6 sec, while the voltage overshoot is below +10% (20 V) [7]. 


6.11 Underexcitation Voltage 


The input Vy,, in Figure 6.34a signals the presence of the UEL. 

The UEL does not interfere with the AVR under normal transient or steady-state conditions, but takes 
over the AVR control under severe conditions. When the excitation level is too low, UEL boosts excitation, 
overriding or adding to the AVR. 

UEL acts to prevent loss of SG synchronism due to insufficient excitation or to prevent loading to 
overheating in the stator core end region of the SG, as defined in the leading reactive power zone of the 
SG capability curve (Chapter 4). 

There are many causes for excitation reduction, such as the following: 
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FIGURE 6.37 Generator voltage response: (a) 50 kKVAR application and rejection and (b) step change in voltage set 
point. 
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FIGURE 6.38 Underexcitation limiters: circular, straight line, and multisegment. 


+ Increases in the power system voltage may lead to reduction of SG excitation to keep the voltage 
at the SG terminals at a preset level by absorbing reactive power (underexcitation) 

* Faults in the AVR 

+ Inadvertent reduction of AVR setting point V,.. 


When underexcited, the SG absorbs more reactive power, even when the active (turbine) power is 
maintained constant; thus, the machine stability limit in the P(6,) curve (Chapter 4) is reached, or the 
SG stator core end region gets overheated. 

The UEL may input the AVR either at the generator voltage setting point V,., or after the lead-lag 
compensator (through a HV gate). 

Three main types of UEL models were recommended by IEEE in 1995 (Figure 6.38) [8]: 


* Circular type 
+ Straight-line type 
+ Multisegment type 


A simple digital UEL is presented in Reference [9] and in Figure 6.39, where the limit reactive power 
from the P—Q capability curves at various voltages is tabled as a function f (BV,): 


Qiim = f (P; V.) (6.52) 
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FIGURE 6.39 Simplified underexcitation limiter. 


Care must be exercised to prevent UEL side effects on other limiters, such as loss of excitation (LOE) 
protection, PSSs, or the AVR, overexcitation limiter (OEL), volt/hertz limiters, and overvoltage limiters [10]. 


6.12 Power System Stabilizers (PSSs) 


The field-winding current flux ‘¥; transients may be explored by using the third-order model (A‘¥;, Aé, 
A@,), where the damper cage is eliminated and so are the stator transients (Chapter 4). 
After linearization [1], 


AT, = K,A8+ K,AW ; (6.53) 
K 

Ww, =—3-(AV, —K,A8 6.54 

f rca iP 4 ) ( ) 


where 
AT, = the SG torque small deviation 
Aé = the power angle small deviation 
AW, = the SG field-winding flux linkage small deviation 


The change AY, in field flux linkage (Equation 6.54), even for constant field-winding voltage V; (AV, = 
0), is explained by armature reaction contribution change when the power angle changes (A6 # 0). 
Combining Equation 6.53 and Equation 6.54 yields the following: 


AT, = K,A8+ KK, AV; RBs 
1+sT, 1+sT; 


AX) (6.55) 


The last term in Equation 6.55 represents the variation of ‘Y; transients caused by the electromagnetic 
torque, due to power angle variation. At steady state, or low oscillating frequency, 


AT, due to AY; is (-K,K;K,A8); @ << 1/T, (6.56) 
So, the field flux variation produces a negative synchronizing torque component (Equation 6.56). If 
a aoe (6.57) 


the system becomes monotonically unstable. 
At higher oscillating frequencies (@ >> 1/T;) the last term of Equation 6.55 becomes 
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_7KKiKs yg KoK Ks 
1+ joT; wT; 


e 


( jA8) (6.58) 


The airgap torque deviation caused by AY; is now 90° ahead of power angle deviation and thus in 
phase with speed deviation A@,. Consequently, the field-winding flux linkage deviation AY; produces a 
positive damping torque component. At 1 Hz, A‘¥, produces both a reduction in synchronizing torque 
and an increase in damping torque of the SG. Moreover, as K, and K; are positive, in general, K, may be 
positive or negative [1]. With K, < 0, the synchronizing torque increase produced by AY; is accompanied 
by a negative torque damping component. AVRs may introduce similar effects [1]. 

These two phenomena prompted the addition of PSSs as inputs to the AVRs. Damping the SG rotor 
oscillations is the main role of PSSs. The most obvious input of PSSs should be the speed deviation Aw,. 

By adding motion Equation 6.1 to Equation 6.43 and Equation 6.44, a simplified model for an AVR—-PSS 
system can be derived, as shown in Figure 6.40. It is based on the small-signal third-order model of SG 
(Equation 6.43 through Equation 6.45), with the damper windings present only in the motion equation 
by the asynchronous (damping) torque K,Aw,. 

The transfer function of the PSS would be a simple gain if the exciter and generator transfer function 
AT,/AV, was a pure gain. In reality, this is not so, and the G,,.(s) has to contain some kind of phase 
compensation (phase lead) to produce a pure damping torque contribution. A simple such PSS transfer 
function is shown in Figure 6.41. The frequency range of interest is 1 to 2 Hz, in general. The washout 
component is a high-pass filter. Without washout contribution, steady-state changes in speed would 
modify the voltage V, (T,, = 1 to 20 sec). Especially fast response static exciters need PSS contribution 
to increase damping. A temporary increase of SG excitation current can significantly improve the transient 
stability, because the synchronizing power (torque) is increased. 

The ceiling excitation voltage is limited to 2.5 to 3.0 P.U. in thermal power units. But, fast voltage 
variations lead to degraded damping as already pointed out. The PSS can improve damping if a terminal 
voltage limiter is added. This is true for the first positive rotor swing. But, after the first peak of the local 
swing, the excitation is allowed to decrease before the highest composite peak of the swing is passed by. 
Keeping excitation at the ceiling value would be useful until this composite swing peak is reached. 
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FIGURE 6.41 Basic power system stabilizer (PSS) transfer function. 
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FIGURE 6.43 The integral of accelerating power as input to power system stabilizer (PSS). 
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FIGURE 6.44 Accelerating power or speed input power system stabilizer (PSS). 


Discontinuous excitation control may be added to the PSS to keep the excitation voltage at its maximum 
over the entire positive swing of the rotor (around 2 sec or so). This is called transient stability excitation 
control (TSEC) and is applied, together or in place of other methods such as fast valving or generator 
tripping, in order to improve power system stability. TSEC imposes smaller duty requirements on the 
turbine shaft and on the steam supply of the unit. 

As PSS should produce electromagnetic torque variations AT, in phase with speed, the measured speed 
is the obvious input to PSS. But what speed? It could be the turbine measured speed or the generator 
speed. Both of them are, however, affected by noise. Moreover, the torsional shaft dynamics cause noise 
that is very important and apparently difficult to filter out from the measured signal. 

The search for other more adequate PSS inputs is based on the motion equation in power P.U. terms 
(Figure 6.3), redrawn here in slightly new denominations (Figure 6.42). It should be noticed that as P,, 
may not be measured, it could be estimated with w, (estimated) and P, (measured). It is practical to 
estimate (, as the frequency of the generator voltage behind the transient reactance, as it varies slowly 
enough. This way, the speed sensor signal is not needed. Then, the structural diagram in Figure 6.42 can 
be manipulated to estimate the mechanical power P,,’ and then calculate the accelerating power (Figure 
6.43). With a single structure, both speed input and accelerating power input PSS may be investigated 
[11] (Figure 6.44). 

The speed input of PSS may be obtained with T, = 0 and M = T;. For T, # 0 and M = 2H, the 
accelerating power PSS is obtained. Accelerating power PSSs are claimed to perform better than speed 
PSSs in damping local system oscillations in the interval from 0.2 to 5 Hz for 220 MVA turbogenerators 
[11, 12]. Other inputs such as the electrical power variation, AP., or frequency may be used with good 
results [13]. A great deal of attention has attracted the optimization of PSSs with solutions involving 
fuzzy logic [13, 14], linear optimal PSSs [15], synthesis [16], variable structure control [17], and Heo 
[18]. Typical effects of PSSs are shown in Figure 6.45a and Figure 6.45b [12]. 

The damping of electric power and speed (frequency) oscillations is evident. The excitation system 
design, including AVR and PSS, today in digital circuitry implementation is a complex enterprise that is 
beyond our scope here. For details, see the literature [1, 10-18]. 
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FIGURE 6.45 Simulation response to +2% step in terminal voltage: (a) no power system stabilizer (PSS) and (b) 
integral of accelerating power PSS. 
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FIGURE 6.46 Primitive coordinated synchronous generator control system. 


6.13 Coordinated AVR-PSS and Speed Governor Control 


Coordinated voltage and speed control of SGs requires methods of multivariable nonlinear control design. 
Basically, the SG of interest may be modeled by a third-order model (Ad, AM, or Ao, A‘¥;), while the 
power system to which it is connected might be modeled by a dynamic equivalent in order to produce 
a reduced-order system. 

Optimization control methods are to be used to allocate proper weightings to various control variable 
participation. A primitive such coordinated voltage and speed SG control system is shown in Figure 6.46 
[19]. The weights K, to K, are constants in Figure 6.46, but they may be adaptable. The washout filter 
also provides for zero steady-state error. A digital embodiment of coordinated exciter-speed-governor 
control intended for a low-head Kaplan hydroturbine generator is introduced in the literature [20,21]. 

Given the complexity of coordinated control of SG, continual online trained ANN control systems 
seem to be adequate [20-22] for the scope of this discussion. Coordinated control of SGs has a long way 
to go. 


6.14 FACTS-Added Control of SG 


FACTS stands for flexible AC transmission systems. FACTS contribute voltage and frequency control for 
enhancing power system stability. By doing so, FACTS intervene in active and reactive power flows in 
power systems, that is, between SGs and various loads supplied through transmission lines. 

Traditionally, only voltage control was available through changing transformer taps or by switching 
current and adding fixed capacitors or inductors in parallel or in series. 

Power electronics (PE) has changed the picture. In the early stages, PE has used back-to-back thyristors 
in series, which, line commutated, provided for high-voltage and power devices capable of changing the 
voltage amplitude. The thyristor turns off only when its current goes to zero. This is a great limitation. 

The GTO (gate turn-off thyristor) overcame this drawback. MCTs (MOS-controlled thyristor) or 
insulated-gate thyristors (IGCT) are today the power switches of preference due to a notably larger 
switching frequency (kHz) for large voltage and power per unit. For the megawatt range, IGBTs are used. 

FACTS use power electronics to increase the active and reactive power transmitted over power lines, 
while maintaining stability. Integrated now in FACTS are the following: 


* Static VAR compensators (SVCs) 

+ Static compensators (STATCOM) 

+ Thyristor-controlled resistors 

* Power-electronics-controlled superconducting energy storage (SMES) 
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FIGURE 6.48 Synchronous generator with static VAR compensation. 


+ Series compensators and subsynchronous resonance (SSR) dampers 
* Phase-angle regulators 

* Unified power flow controller 

* High-voltage DC (HVDC) transmission lines 


SVCs deliver or drain controlled reactive power according to power system (mainly local) needs. SVCs 
use basic elements thyristor-controlled inductance or capacitor energy storage elements (Figure 6.47). 
Adequate control of voltage amplitude on reactor SVCs and capacitor SVCs, connected in parallel to the 
power system (in power substations), provides for positive or negative reactive power flow and contributes 
to voltage control. 

The presence of SVCs at SG terminals or close to SG influences the reactive power control of the 
AVR-PSS system. So, a coordination between AVR—PSS and SVC is required [20, 21]. The SVC may 
enhance the P/Q capability at SG terminals [22] (Figure 6.48). A simplified structure of such a coordinated 
exciter SVC, based on multivariable control theory, is shown in Figure 6.49a and Figure 6.49b. It uses as 
variables the speed variation 5, terminal voltage V,, and active power P, [23]. 

A standard solution is here considered in the form of a coordinated exciter-speed governer control 
system. 

The improvement in dynamic stability boundaries is notable (Figure 6.49b) as claimed in Reference 
[23], with an optimal coordinated controller. STATCOM is an advanced SVC that uses a PWM converter 
to supply a fixed capacitor. GTOs or MCTs are used, and multilevel configurations are proposed. A step- 
down transformer is needed (Figure 6.50). The advanced SVC uses an advanced voltage source converter 
instead of a VARIAC. It is power electronics intensive but more compact and better in power quality. 

V, may be brought in phase with V, by adequate control. If V, is made larger than V, by larger PWM 
modulation indexing (more apparent capacitor), the advanced SVC acts as a capacitor at SG terminals. 
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FIGURE 6.49 Coordinated exciter static voltage controller (SVC) control: (a) structural diagram and (b) dynamic 
stability boundary. 
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FIGURE 6.50 Advanced static voltage controller (SVC) = STATCOM. 


If V, < Vj, it acts as an inductor. For a transformer reactance of 0.1 P.U., a +10% change in V, may 
produce a +100% P.U. change in the reactive power flow from and to SVC. A parallel-connected thyristor- 
controlled resistor is used only for transient stability improvement, as it can absorb power from the 
generator during positive swings, preventing the loss of synchronism. 

Note that with SVCs used as reactive power compensators and power factor controllers, the interference 
with the AVR-PSS controllers has to be carefully assessed, as adverse effects were reported by industry 
[24]. In essence, the SG voltage-supporting capability may be reduced. 

Superconducting magnetic energy storage (SMES) may also be used for energy storage and for damping 
power system oscillations. The high-temperature superconductors seem to be a potential practical solu- 
tion. They allow for current density in the superconducting coil wires of 100 A/mm/?. Losses and volume 
per MWh stored are reduced, as is the cost. 

SMES may be controlled to provide both active and reactive power control, with adequate power 
electronics. Four-quadrant P, Q operation is feasible (Figure 6.51), as demonstrated in the literature [25, 26]. 
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FIGURE 6.51 SMES with double-forced commutated converter for four-quadrant P, Q operation. 


To investigate the action of SMES, let us consider a single SG connected to the power system (PS) bus 
by a transmission line. The dual converter impresses +V,,, volts on the superconducting coil. On the AC 
side of the converter, the phase angle between the voltage and current may vary from 90° when no energy 
is transferred from the power system to SMES, to 0° when the SMES is fully charging, and to 180° for 
maximum discharge of SMES energy into the power system. 

The SMES current I,,, is not reversible, but the voltage V,,, is, and so is the converter output power Poyj: 


Poy = Ign Vent 
Vom = KyV, cosa 
Vom = La $+ I sur (6.59) 
Psy = Ky VI sy cosa 
Qs = Ku Vi Ls sin 
where 
a = the converter commutation angle 


Ky, = the modulation coefficient 
V, = the line AC voltage of the converter 


For given P.,* and Q,,,* demands, unique values of K,, and © are obtained [27]. 
The DC voltage is controlled by changing the firing angle difference in the two converters: 0, ,. The 
transfer function of the converter angle control loop may be written as follows: 


AQ (6.60) 
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The SMES energy stored is 


t 


1 
Wey = 5 baliwo + J Paw (t)dt (6.61) 


0) 


The SMES power P.,, intervenes in the SG motion equations: 


MsAw, = AP,,— DA®, — AP, — APs; 


(6.62) 
M=2H 


sAd = @, -AQ, (6.63) 


The power angle 5 is now considered as the angle between the no-load voltage of the SG and the 
voltage V, of the PS bus. Essentially, the transmission line parameters r, and x, are added to SG stator 
parameters: D is the damping provided by load frequency dependence and by the SG damper winding; 
AP,, is the turbine power variation; AP, is the electric power variation; and AP, is the SMES power 
variation, all in P.U. at (around) base speed (frequency) @,. The SMES may also influence the reactive 
power balance by the phase shift between converter AC voltages and currents. 

It was shown that optimal multivariable control, with minimum time transition of the whole system 
from state A to B as the cost function, and |Ac| <m/2 as constraint, may produce speed and voltage 
stabilization for large PS active power load perturbations or faults (short-circuit) [28]. However, using 
speed variation A@, as input instead of optimal control to regulate the angle Ao loop does not provide 
satisfactory results [28]. Notable SMES energy exchange within seconds is required for the scope [28]. 

Besides SG better control, the SMES was also proposed to assist automatic generation control, which 
deals with inter-area power exchange control [29]. This time, the input of the SMES is proportional to 
ACE (area control error, see Section 6.4) or is produced by a separate adaptive controller. In both cases, 
the superconducting inductor current deviation (derivative) is used as negative feedback in order to 
provide quick restoration of I,,, to the set point, following a change in the load demand [30, 31]. 

The SMES appears to be a very promising emerging technology, but new performance improvements 
and cost reductions are required before it will be common practice in power systems, together with other 
forms of energy storage, such as pump storage, batteries, fuel cells, and so forth. 


6.14.1 Series Compensators 


A transmission line may be modeled as lumped capacitors in series. The line impedance may be varied 
through thyristor-controlled series capacitors (Figure 6.52a and Figure 6.52b). The capacitor is varied by 
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FIGURE 6.52 (a) Series compensator and (b) damper. 
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FIGURE 6.53 (a) Phase-angle regulator and (b) unified power flow controller. 


PWM short-circuiting it through antiparallel thyristors. Overvoltage protection of thyristors is impera- 

tive. Nonlinear zinc-oxide resistors with a paralleled airgap is the standard protection for the scope. 
When an additional resistance R,g is added (Figure 6.52b), an oscillation damper is built. Series 

compensation of long heavily loaded transmission lines might produce oscillations that need attenuation. 


6.14.2 Phase-Angle Regulation and Unified Power Flow Control 


In-phase and quadrature voltage regulation done traditionally with tap changers in parallel-series trans- 
formers may be accomplished by power electronics means (FACTS; see Figure 6.53). The thyristor AC 
voltage tap changer (Figure 6.53a) performs the variation of AV through the ST, while the unified power 
controller (Figure 6.53b) may vary both the amplitude and the phase of voltage variation AV. 

The phase-angle regulator may transmit reactive power to increase voltage V, > V,, while the unified 
power flow controller allows for the flow of both active and reactive power, thus allowing for damping 
electromechanical oscillations. 

High voltage direct current (HVDC) transmission systems contain a high-voltage high-power rectifier 
at the entry and a DC transmission line and an inverter at the end of it [1]. It is power electronics 
intensive, but it really makes the power transmission system much more flexible. It also interferes with 
other SG control systems. 

As the power electronics SG control systems cost goes down, the few special (cable) or long power 
transmission lines HVDC, now in existence, will be extended in the near future, as they can do the following: 


* Increase transmitted power capability of the transmission lines 

* Produce additional electromechanical oscillation damping in the AC system 

+ Improve the transient stability 

+ Isolate system disturbances 

* Perform frequency control of small isolated systems (by the output inverter) 

+ Interconnect between power systems of different frequencies (50 Hz or 60 Hz) 
* Provide for active power and voltage dynamic support 


6.15 Subsynchronous Oscillations 


In Chapter 3, dedicated to prime movers, we mentioned the complexity of mechanical shaft, couplings, 
and mechanical gear in relation to wind turbine generators. In essence, the turbine—generator shaft system 
consists of several masses (inertias): turbine sections, generator rotor, mechanical couplings, and exciter 
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FIGURE 6.54 The two-mass shaft model. 


rotor. These masses are connected by shafts of finite rigidity (flexibility). A mechanical perturbation will 
produce torsional oscillations between various sections of the shaft system that are above 5 to 6 Hz but, 
in general, below base frequency 50(60) Hz. Hence, the term “subsynchronous oscillations” is used. 
The entire turbine-generator rotor oscillates with respect to other generators at a frequency in the 
range of 0.2 to 2 Hz. 
Torsional oscillations may cause the following: 


+ Torsional interaction with various power system (or SG) controls 
+ Subsynchronous resonance in series (capacitor) compensated power transmission lines 


Torsional characteristics of hydrogenerators units do not pose such severe problems, as the generator 
inertia is much larger than that in turbine-generator systems with shafts with total lengths up to 50 m. 


6.15.1 The Multimass Shaft Model 


The various gas or steam turbine sections, such as low pressure (LP), high pressure (HP), intermediate 
pressure (IP), generator rotor, couplings, and exciter rotor (if any), are elements of a lumped mass model. 
Let us consider, for a start, only a two-mass rotor (Figure 6.54). 
The motion equation of the generator and LP turbine rotors is as follows: 


24, 10) K,,(8,-8))-T, ~D,(Aa,) es 
6.64 
2, M801, ka (6,-8,}-Kel8.-B)-D, (40) 0 


@, is the rated electrical speed in rad/sec: 377 rad/sec for 60 Hz and 314 rad/sec for 50 Hz. 
For more masses, more equations are added. For a coal-fired turbine generator with HP, IP, and LP 
sections (and static exciter), two more equations are added: 


2H; = Tp +Ky(& 83) K,,(8; 5.) D;(Aq;) 

(6.66) 
di 
® = 05-0, 
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d(A 
2H, Nas Ku (8, 83) D,(Ao,) 
(6.67) 
d 


Two additional equations are needed for a nuclear power unit with LP,, LP,, IP, and HP sections with 
static exciter. 


Example 6.3 


Consider a four-mass coal-fired steam turbine generator with HP, IP, and LP sections and a static 
exciter with inertias: H, = 0.946 sec, H, = 3.68 sec, H, = 0.337 sec, and H, = 0.099 sec. 


The generator is at nominal power and 0.9 PF (T, = 0.9). The stiffness coefficients K,,, K,;, and K3, 
are: K,, = 82.74 P.U. torque/rad, K,, = 81.91, and K,, = 37.95. 


Calculate the steady-state torque and angle of each shaft section if the division of powers is 30% 
for HP, 40% for IP, and 30% for LP. 


Solution 


Notice that the damping coefficients (due to blades and shafts materials, hysteresis, friction, etc.) 
are zero (D, = D, = D, = D, = 0). The angle by which the LP turbine section leads the generator 
rotor is as follows (Equation 6.64): 


6, —6, = Tp /Ky 
But, T,, = T, = 0.9 (from power balance) and, thus, 
5, —6, = 0.9/ 82.74 = 0.010877 rad (electrical) 
The torque between LP and IP shaft sections T,, at steady state is 


Ts = To — Typ = 0.9(1—0.3) = 0.54 


From Equation 6.65, 
8, —8, =T); / Ky; =0.54/81.91 = 6.5926 10° rad(electrical) 
Again, 


Ty, = Ts — Tp =0.54-04-0.9 = 0.18 


18 
6,-6; =Ty/ Ky, = ao =4.7431x10° rad(electrical) 


So, the HP turbine rotor section leads the generator rotor section by 6, — 8;: 
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5, —5, = 0.010877 + 6.5926 x 10° + 4.743110 


= 2.22057 X10~ rad = 1.273deg 


at steady state. 


6.15.2 Torsional Natural Frequency 


6-45 


The natural frequencies and modal shapes are to be obtained by finding the eigenvalues and vectors of 
the linearized free system equations from Equation 6.64 through Equation 6.67, with T, = K,A6;: 


AX = AAX 


(6.68) 
and AT,» = AT,» = AT = 0. With 
T 
AX =[ A@,,A8,,A@,,A5,,A@;,A8;,A0,,A5, | 
AO, Ad, Aq, Ad, AQ; Ad; AQ, Ab, 
re D, (Ky +K;) Ky 
2H, 2H, 2H, 
Ad; Mo 
Aw Ky D, Ky, +K), K,; 
rn ‘ 2H, 2H, 2H, 2H, 
~ Ad, Oo 
Ais K33 D; (Kos +Kx) K34 
3 
2H, 2H, 2H, 2H, 
Ad; Wo 
Aw Ky, —D, K3q 
4 

2H, 2H, 2H, 

Ab, Wo 
The natural frequencies are the eigenvalues of [4| ; 
|A|-Alz]=0 (6.69) 


With zero damping coefficients (D; = 0), the eigenvalues are complex numbers ja, (i = 0,1,2,3). The 
corresponding frequencies for the case in point are 22.4 Hz, 29.6 Hz, and 52.7 Hz. The first, low (system 
mode) frequency is not included here, as it is the oscillation of the entire rotor against the power system: 


f O, Wo K 
* 2m 2m \2(H, +H, +H, +H,) 


With K, = 1.6 P.U. torque/rad, 
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1.6 


f,= 60x =1.23 Hz 
2(0.946+ 3.68 +0.33+ 0.049) x 377 


The torsional free frequencies are, in general, above 6 to 8 Hz, so they do not interfere, in this case, 
with the excitation, speed-governor, or inter-tie control (below 3 to 5 Hz). 

The PSS may interfere with the high (above 8 Hz) torsional frequencies, as it is designed to provide 
pure damping (zero phase shift at system frequency f, = 1.23 Hz in our case). At 22.4 Hz, PSS may 
produce a large phase lag (well above 20°) and notable negative damping, hence, instability. 

To eliminate such a problem, the speed sensor should be placed between LP and IP sections to reduce 
the torsional mode influence on speed feedback. Another possibility would be a filter with a notch at 22.4 
Hz. The terminal voltage limiter may also produce torsional instability. Adequate filter is required here also. 

HVDC systems may, in turn, cause torsional instabilities. But, it is the series capacitor compensation 
of power transmission lines that most probably interacts with the torsional dynamics. 


6.16 Subsynchronous Resonance 


In a typical (noncompensated) transmission system, transients (or faults) produce DC attenuated 60 
(50) Hz and 120 (100) Hz torque components (the latter, for unbalanced loads and faults). Consequently, 
the torsional frequencies always originate from these two frequencies. 

Series compensation is used to bring long power line capacity closer to the thermal rating. In essence, 
the transmission line total reactance is partially compensated by series capacitors. Consider a simple 
radial system (Figure 6.55). 

The presence of the capacitor eliminates the DC stator current transients, but it introduces offset AC 
currents at natural frequency of the linductance capacitance (LC) series circuits: 


O, = =O ),/—— (6.70) 
VLC : X, 
with 
X,=(X"+Xp+Xp)Oo 3 Xo =1/ MC (6.71) 


X =(X),+ 5 )/2 is the subtransient reactance of the SG. The f, frequency offset stator currents produce 
rotor currents at slip frequency: 60 (50) — f,. The subsynchronous resonance frequency f, may depend 
solely on the degree of compensation X,/X, (Table 6.1). 

Shunt compensation (SVC) tends to produce oversynchronous natural frequencies unless the degree 
of SVC is high and the transmission line is long. There are two situations when series compensation may 
cause undamped subsynchronous oscillations: 


+ Self-excitation due to induction generator effect 
* Interaction with torsional oscillations 


Series 
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FIGURE 6.55 Radial system with series capacitor compensation. 
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TABLE 6.1 Subsynchronous Resonance Frequency 


Compensation Ratio in Natural Frequency _—_ Slip Frequency 


% (Xc/X;) f, (Hz) 60-f, (Hz) 
10 18 42 
20 26.83 33.17 
30 32.86 27.14 
40 37.94 22.06 
50 42.46 17.54 


As f, < fy, the slip S in the SG is negative. Consequently, with respect to stator currents at frequency 
fy» the SG behaves like an induction generator connected to the power system. 

The effective synchronous resistance of the SG at S = (f, — fo)/fy < 0, R,, is negative. As such, it may 
surpass the positive resistance of the transmission line. The latter becomes an LC circuit with negative 


resistance. Electrical oscillations will self-excite at large levels. A strong damper winding in the SG or an 


additional resistance in the power line would solve the problem. The phenomenon is independent of 
torsional dynamics, being purely electromechanical. 

If the series compensation slip frequency 60 (50) Hz —f, is close to one of the torsional-free frequencies 
of the turbine-generator unit, torsional oscillations are initiated. This is the subsynchronous resonance 


(SSR). 


Torsional oscillations buildup may cause shaft fatigue or turbine-generator shaft breaking. In fact, 


the SSR was “discovered” after two such disastrous events took place in 1970 to 1971. 
Some countermeasures to SSR are as follows: 


Damping circuits in parallel with the series compensation capacitors (Figure 6.52b) 

Dynamic filters: the unified power flow controller may be considered for the scope (Figure 6.53b), 
as it can provide an additional voltage AV of such a phase as to compensate the SSR voltage [32] 
Thyristor-controlled shunt reactors or capacitors (SVCs) 

Selected frequency damping in the exciter control [33] 

Superconducting magnetic storage systems: the ability of the SMES to quickly inject or extract 
from the system active or reactive power by request makes it a very strong candidate to SSR 
attenuation (about | sec attenuation time is claimed in Reference [34]) 

Protective relays that trip the unit when SSR is detected in speed by generator current feedback sensors 


6.17 Summary 


Control of SGs means basically active power (or speed) and reactive power (or voltage) control. 
Active power (or speed) control of SGs is performed through turbine close-loop speed governing. 
Reactive power (or voltage) control is done through field-winding voltage (current I) close-loop 
control (AVR). 

Though, in principle, weakly coupled, the two controls interact with each other. The main decou- 
pling means used so far is the so-called power system stabilizer (PSS). The PSS input is active 
power (or speed) deviation. Its output enters the AVR control system with the purpose of increasing 
the damping torque component. 

When the SG operates in connection with a power system, two more control levels are required 
besides primary control (speed governing and AVR-PSS). They are automatic generation control 
(AGC) and economic dispatch with security assessment generation allocation control. 

AGC refers to frequency-load control and inter-tie control. 

Frequency-load control means to allocate frequency (speed)/power characteristics for each SG and 
move them up and down through area control error (ACE) to determine how much power 
contribution is asked from each SG. 
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ACE is formed by frequency error multiplied by a frequency bias factor A, added to inter-tie power 
error AP,,,. ACE is then PI controlled to produce load-frequency set points for each SG by allocating 
pertinent participation factors ; (some of them may be zero). 

The amount of inter-tie power exchange between different areas of a power system and the 
participation factors of all SGs are determined in the control computer by the economic dispatch 
with security assessment, based on lowest operation costs per kilowatt-hour or on other cost 
functions. 

Primary (speed and voltage) control is the fastest (seconds), while economic dispatch is the slowest 
(minutes). 

Active and reactive power flow in a power system may be augmented by flexible AC transmission 


systems (FACTS) that make use of power electronics and of various energy storage elements. 
Primary (speed and voltage) control is slow enough that third- and fourth-order simplified SG 
models suffice for its investigation. 

Constant speed (frequency) closed loop is feasible only in isolated SGs. 

SGs operating in a power system have speed-droop controllers to allow for power sharing between 


various units. 

Speed droop is typically 4 to 5%. 

Speed governors require at least second-order models, while for hydraulic turbines, transient 
speed-droop compensation is required to compensate for the water starting time effect. Speed 
governors for hydraulic turbines are the slowest in response (up to 20 sec and more for settling 


time), while steam turbines are faster (especially in fast valving mode), but they show an oscillatory 
response (settling time is generally less than 10 sec). 
In an isolated power system with a few SGs, automatic generation control means, in fact, adding 


an integrator to the load-frequency set point of the frequency/power control to keep the frequency 
constant for that generator. 

+ AGC in interconnected power systems means introducing the inter-tie power exchange error AP,;, 
with frequency error weighted by the frequency bias factor to form the area control error (ACE). 
ACE contains PI filters to produce AP,,, that provides the set point level of various generators in 
each area. Consequently, not only the frequency is controlled but also the inter-tie power exchange, 
all according to, say, minimum operation costs with security assessment. 

+ The time response of SG in speed and power angle for various power perturbations is qualitatively 
divided into four stages: rotor swings, frequency drops, primary control (speed and voltage 
control), and secondary control (inter-tie control and economic dispatch). The frequency band 
of speed-governor control in power systems is generally less than 2 Hz. 

+ Spinning reserve is defined as rated power of all SGs in a system minus the actual power needed 
in certain conditions. 

+ If spinning reserve is not large enough, frequency does not recover; it keeps decreasing. To avoid 
frequency collapse, load is shedded in designated substations in one to three stages until frequency 
recovers. Underfrequency relays trigger load shedding in substations. 

* Active and reactive powers of various loads depend on voltage and frequency to a larger or smaller 
degree. 

+ Equilibrium of frequency (speed) is reached for active power balance between offer (SG) and 

demand (loads). 

Similarly, equilibrium in voltage is reached for balance in reactive power between offer and 


demand. Again, if not enough reactive power reserve exists, voltage collapse takes place. To avoid 
voltage collapse, either important reactive loads are shedded or additional reactive power injection 
from energy storage elements (capacitors) is performed. 

+ The SG contribution to reactive power (voltage) control is paramount. 

+ Voltage control at SG terminal AVR is done through field-winding (excitation) voltage V, 
(current I,) control. The frequency band of automatic voltage regulators (AVR) is within 2 to 3 
Hz, in general. 
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+ The DC excitation power for SGs is provided by exciters. 

+ Exciters may be of three main types: DC exciters, AC exciters, and static exciters. 

+ DC exciters contain two DC commutator generators mounted on the SG shaft: the auxiliary exciter 
(AE) and the main exciter (ME). The ME armature supplies the SG excitation through brushes 
and slip-rings at a full excitation power rating. The AE armature excites the ME. The AE excitation 
is power electronics controlled at the command (output) of AVR. DC exciters are in existence for 
SGs up to 100 MW, despite their slow response — due to large time constants of AE and ME — 
and commutator wear — due to the low control power of AE. 

* AC exciters contain an inside-out synchronous generator (ME) with output that is diode-rectified 
and connected to the SG excitation winding. It is a brushless system, as the ME DC excitation 
circuit is placed on the stator and is controlled by power electronics at the command (output) of 
AVR. With only one machine on the SG shaft, the brushless AC exciter is more rugged and almost 
maintenance free. The control power is 1/20 (1/30) of the SG excitation power rating, but the 
control is faster, as now only one machine (ME) time constant delay exists. 

* Static exciters are placed away from the SG and are connected to the excitation winding of SG 
through brushes and slip-rings. They are power electronics (static) AC-DC converters with very 
fast response. Controlled rectifiers are typical, but diode rectifiers with capacitor filters and four- 
quadrant choppers are also feasible. Static exciters are the way of the future now that slip- 
ring—brush energy transmission at 30 MW was demonstrated in 400 MVA doubly fed induction 
generator pump-storage power plants. Also, converters up to this rating are already feasible. 

+ Exciter modeling requires, for AVR design, a new, nonreciprocal, P.U. system where the base 
excitation voltage is that which produces no load rated voltage at SG terminals at no load. The 
corresponding P.U. field current is also unity in this case: 


ipaig det =i, 


Lam 
Vip = NE =] 
" 


This way, working with P.U. voltages in the range of 10-° is avoided. 
+ The simplest model of SG excitation is a first-order delay with the transient open-circuit time 
constant: 


lim +1 
Tio = (lan +ly) (seconds) 


tr Wo 


and a unity P.U. gain (Equation 6.22). 

+ The DC exciter model (one level; ME or AE), accounting for magnetic saturation, is a nonlinear 
model that contains a first-order delay and a nonlinear saturation-driven feedback. For small- 
signal analysis, a first-order model with saturation-variable gain and a time constant is obtained. 

* For the AC exciter, the same model may be adopted but with one more feedback proportional to 
field SG current, to account for a d-axis demagnetizing armature reaction in the ME (alternator). 

+ The diode rectifier may be represented by its steady-state voltage/current output characteristics. 
Three diode commutation modes are present from no load to short-circuit. In essence, the diode 
rectifier characteristic shows a voltage regulation dependent on ME commutation (subtransient) 
inductance. 

+ The controlled rectifier may also be modeled by its steady-state voltage/current characteristic with 
the delay angle o as parameter and control variable. 

+ The basic AVR acts upon the exciter input and may have one to three stabilizing loops and, 
eventually, additional inputs. The sensed voltage is corrected by a load compensator. 
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+ A lead—lag compensator constitutes the typical AVR stabilizing loop. 

+ Various exciters and AVRs are classified in IEEE standard 512.2 of 1992. 

+ Alternative AVR stabilizer loops such as PID are also practical. 

+ All AVR systems are provided with underexcitation (UEL) and overexcitation (OEL) limiters. 

+ Exciter dynamics and AVRs may introduce negative damping generator torques. To counteract 
such a secondary effect, power system stabilizers (PSSs) were introduced. 

* PSSs have speed deviation or accelerating power deviation as input and act as an additional input 
to AVR. 

+ The basic PSS contains a gain, a washout (high-pass) filter, and a phase compensator in order to 

produce torque in phase with speed deviation (positive damping). The role of the washout filter 

is to avoid PSS output voltage modification due to steady-state changes in speed. 

Accelerating-power-integral input PSSs were proven better than speed or frequency or electric 

power deviation input PSSs. 

Besides independent speed-governing and AVR-PSS control of SGs, coordinated speed and voltage 

SG control were introduced through multivariable optimal control methods. 

+ Advanced nonlinear digital control methods, such as fuzzy logic, ANN, u synthesis, Heo, and 
sliding-mode, were proposed for integrated SG generator control. 

* Power-electronics-driven active/reactive power flow in power systems may be defined as FACTS 


(flexible AC transmission systems). FACTS may make use of external energy storage elements such 
as capacitors, resistors, and inductors (normal or of superconductors material). They also assist 
in voltage support and regulation. 

* FACTS may enhance the dynamic stability limits of SGs but interfere with their speed governing 
and AVR. 

+ The steam (or gas) turbines have long multimass shafts of finite rigidity. Their characterization 
by lumped 4,5 masses is typical. 

* Such flexible shaft systems are characterized by torsional natural frequencies above 6 to 8 Hz, in 
general, for large turbine generators. 

+ Series compensation by capacitors to increase the transport capacity of long power lines leads to 

the occurrence of offset AC currents at natural frequency f, solely dependent on the degree of 

transmission-line reactance compensation by series capacitors (X;/X, < 0.5). 

It is the difference f, — f,, the slip (rotor) frequency of rotor currents due to this phenomenon that 

may fall over a torsional free frequency to cause subsynchronous resonance (SSR). 


+ Subsynchronous resonance may cause shafts to break or, at least, cause their premature wearing. 

* The slip frequency currents of frequency f, —f, produced by the series compensation effect, manifest 
themselves as if the SG were an induction generator connected at the power grid. As slip is negative 
(fn < fo), an equivalent negative resistance is seen by the power grid. This negative resistance may 
overcompensate for the transmission line resistance. With negative overall resistance, the trans- 
mission-line reactance plus series compensation capacitor circuit may ignite dangerous torque 
pulsations. This phenomenon is called induction generator self-excitation and has to be avoided. 
A way to do it is to use a strong (low resistance) damper cage in SGs. 

* Various measures to counteract SSR were proposed. Included among them are the following: 
damping circuit in parallel with the series capacitor, thyristor-controlled shunt reactors or capac- 
itors, selected frequency damping in AVR, superconducting magnetic energy storage, and protec- 
tive relays to trip the unit when SSR is detected through generator speed or by current feedback 
sensors oscillations. 

* Coordinated digital control of both active and reactive power with various limiters, by multivari- 
able optimal theory methods with self-learning algorithms, seems to be the way of the future, and 
much progress in this direction is expected in the near future. 

* Emerging silicon-carbide power devices [34] may enable revolutionary changes in high-voltage 
static power converters for frequency and voltage control in power systems. 
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7-2 Synchronous Generators 


7.1 Introduction 


Most synchronous generator power is transmitted through power systems to various loads, but there are 
various stand-alone applications, too. 

In this chapter, the design of synchronous generators (SGs) connected to a power system is dealt with 
in some detail. 

The successful design and operation of an SG depends heavily on agreement between the SG manu- 
facturer and user in regard to technical requirements (specifications). Published standards such as Amer- 
ican National Standards Institute (ANSI) C50.13 and International Electrotechnical Commission (IEC) 
34-1 contain these requirements for a broad class of SGs. The Institute of Electrical and Electronics 
Engineers (IEEE) recently launched two new, consolidated standards for high-power SGs [1]: 


+ C50.12 for large salient pole generators 
* C50.13 for cylindrical rotor large generators 


The liberalization of electricity markets led, in the past 10 years, to the gradual separation of production, 
transport, and supply of electrical energy. Consequently, to provide for safe, secure, and reasonable cost 
supply, formal interface rules — grid codes — were put forward recently by private utilities around the world. 

Grid codes do not align in many cases with established standards, such as IEEE and ANSI. Some grid 
codes exceed the national and international standards “Requirements on Synchronous Generators.” Such 
requirements may impact unnecessarily on generator costs, as they may not produce notable benefits for 
power system stability [2]. 

Harmonization of international standards with grid codes becomes necessary, and it is pursued by the 
joint efforts of SG manufacturers and interconnectors [3] to specify the turbogenerator and hydrogen- 
erator parameters. Generator specifications parameters are, in turn, related to the design principles and, 
ultimately, to the costs of the generator and of its operation (losses, etc.). 

In this chapter, a discussion of turbogenerator specifications as guided by standards and grid codes is 
presented in relation to fundamental design principles. Hydrogenerators pose similar problems in power 
systems, but their power share is notably smaller than that of turbogenerators, except for a few countries, 
such as Norway. Then, the design principles and a methodology for salient pole SGs and for cylindrical 
rotor generators, respectively, with numerical examples, are presented in considerable detail. 

Special design issues related to generator motors for pump-storage plants or self-starting turbogener- 
ators are treated in a dedicated paragraph. 


7.2 Specifying Synchronous Generators for Power Systems 


The turbogenerators are at the core of electric power systems. Their prime function is to produce the 
active power. However, they are also required to provide (or absorb) reactive power both, in a refined 
controlled manner, to maintain frequency and voltage stability in the power system (see Chapter 6). As 
the control of SGs becomes faster and more robust, with advanced nonlinear digital control methods, 
the parameter specification is about to change markedly. 


7.2.1 The Short-Circuit Ratio (SCR) 


The short-circuit ratio (SCR) of a generator is the inverse ratio of saturated direct axis reactance in per 
unit (P.U.): 


1 


SCR= (7.1) 


Xa(sat) 


The SCR has a direct impact on the static stability and on the leading (absorbed) reactive power 
capability of the SG. A larger SCR means a smaller x,,.,. and, almost inevitably, a larger airgap. In turn, 
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this requires more ampere-turns (magnetomotive force [mmf]) in the field winding to produce the same 
apparent power. 

As the permissible temperature rise is limited by the SG insulation class (class B, in general, AT = 
130°), more excitation mmf means a larger rotor volume and, thus, a larger SG. 

Also, the SCR has an impact on SG efficiency. An increase of SCR from 0.4 to 0.5 tends to produce a 
0.02 to 0.04% reduction in efficiency, while it increases the machine volume by 5 to 10% [3]. 

The impact of SCR on SG static stability may be illustrated by the expression of electromagnetic torque 
t, P.U. in a lossless SG connected to a infinite power bus: 


t, ~ SCR: E,-V,sin& (72) 


The larger the SCR, the larger the torque for given no-load voltage (E,), terminal voltage V,, and power 
angle 5 (between E, and AV, per phase). If the terminal voltage decreases, a larger SCR would lead to a 
smaller power angle 6 increase for given torque (active power) and given field current. 

If the transmission line reactance — including the generator step-up transformer — is x,, and V, is 
now replaced by the infinite grid voltage V, behind x,, the generator torque ,’ is as follows: 


sind’ 


(aie) (7.3) 


t, =SCRx E, x V, x 


The power angle 6’ is the angle between E, of the generator and V, of the infinite power grid. The impact 
of improvement of a larger SCR on maximum output is diminished as x,/x, increases. 

Increasing SCR from 0.4 to 0.5 produces the same maximum output if the transmission line reactance 
ratio x,/x, increases from 0.17 to 0.345 at a leading power factor of 0.95 and 85% rated megawatt (MW) 
output. 

Historically, the trend has been toward lower SCRs, from 0.8 to 1.0, 70 years ago, to 0.58 to 0.65 in 
the 1960s, and to 0.5 to 0.4 today. Modern — fast response — excitation systems compensate for the 
apparent loss of static stability grounds. The lower SCRs mean lower generator volumes, losses, and costs. 


7.2.2 SCR and x, Impact on Transient Stability 


The critical clearing time of a three-phase fault on the high-voltage side of the SG step-up transformer 
is a representative performance index for the transient stability limits of the SG tied to an infinite bus bar. 

The transient d-axis reactance x,’ (in P.U.) takes the place of xg in Equation 7.3 to approximate the 
generator torque transients before the fault clearing. In the case in point, x, = x,. is the short-circuit 
reactance (in P.U.) of the step-up transformer. A lower x,’ allows for a larger critical clearing time and 
so does a large inertia. Air-cooled SGs tend to have a larger inertia/MW than hydrogen-cooled SGs, as 
their rotor size is relatively larger and so is their inertia. 


7.2.3 Reactive Power Capability and Rated Power Factor 


A typical family of V curves is shown in Figure 7.1. The reactive power capability curve (Figure 7.2) and 
the V curves are more or less equivalent in reflecting the SG capability to deliver active and reactive 
power, or to absorb reactive power until the various temperature limitations are met (Chapter 5). The 
rated power factor determines the delivered/lagging reactive power continuous rating at rated active 
power of the SG. 

The lower the rated (lagging) power factor, the larger the MVA per rated MW. Consequently, the 
excitation power is increased, and the step-up transformer has to be rated higher. The rated power factor 
is generally placed in the interval 0.9 to 0.95 (overexcited) as a compromise between generator initial 
and loss capitalized costs and power system requirements. Lower values down to 0.85 (0.8) may be found 
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FIGURE 7.2 Reactive power capability curve. 


in air (hydrogen)-cooled SGs. The minimum underexcited rated power factor is 0.95 at rated active 
power. The maximum absorbed (leading) reactive power limit is determined by the SCR and corresponds 
to maximum power angle and to end stator core overtemperature limit. 


7.2.4 Excitation Systems and Their Ceiling Voltage 


Fast control of excitation current is needed to preserve SG transient stability and control its voltage. 
Higher ceiling excitation voltage, corroborated with low electrical time constants in the excitation system, 
provides for fast excitation current control. 

Today’s ceiling voltages are in the range of 1.6 to 3.0 P.U. There is a limit here dictated by the effect 
of magnetic saturation, which makes ceiling voltages above 1.6 to 2.0 P.U. hardly practical. This is more 
so as higher ceiling voltage means sizing the insulation system of the exciter or the rating of the static 
exciter voltage for maximum ceiling voltage at notably larger exciter costs. 
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FIGURE 7.3 Voltage/frequency operation. 


The debate over which is best — the alternating current (AC) brushless exciter or static exciter (which 
is specified also with a negative ceiling voltage of —1.2 to 1.5 P.U.) is still not over. A response time of 50 
msec in “producing” the maximum ceiling voltage is today fulfilled by the AC brushless exciters, but 
faster response times are feasible with static exciters. However, during system faults, the AC brushless 
exciter is not notably disturbed, as it draws its input from the kinetic energy of the turbine-generator unit. 

In contrast, the static exciter is fed from the exciter transformer which is connected, in general, at SG 
terminals, and seldom to a fully independent power source. Consequently, during faults, when the 
generator terminal voltage decreases, to secure fast, undisturbed excitation current response, a higher 
voltage ceiling ratio is required. Also, existing static exciters transmit all power through the brush-slip- 
ring mechanical system, with all the limitations and maintenance incumbent problems. 


7.2.4.1 Voltage and Frequency Variation Control 


As detailed in Chapter 6, the SG has to deliver active and reactive power with designed speed and voltage 
variations. The size of the generator is related to the active power (frequency) and reactive power (voltage) 
requirements. Typical such practical requirements are shown in Figure 7.3. 

In general, SGs should be thermally capable of continuous operation within the limits of the P/Q 
curve (Figure 7.2) over the ranges of +5% in voltage, but not necessarily at the power level typical for 
rated frequency and voltage. Voltage increase, accompanied by frequency decrease, means a higher 
increase in the V/q@ ratio. 

The total flux in the machine increases. A maximum of flux increase is considered practical and should 
be there by design. The SG has to be sized to have a reasonable magnetic saturation level (coefficient) 
such that the field mmf (and losses) and the core loss are not increased so much as to compromise the 
thermal constraints in the presence of corresponding adjustments of active and reactive power delivery 
under these conditions. 

To avoid oversizing the SG, the continuous operation is guaranteed only in the hatched area, at most, 
47.5 to 52 Hz. In general, the 5% overvoltage is allowed only above rated frequency, to limit the flux 
increase in the machine to a maximum of 5%. The rather large +5% voltage variation is met by SGs with 
the use of tap changers on the generator step-up transformer (according to IEC standards). 


7.2.4.2 Negative Phase Sequence Voltage and Currents 


Grid codes tend to restrict the negative sequence voltage component at 1% (V,/V, in percent). Peaks up 
to 2% might be accepted for short duration by prior agreement between manufacturer and interconnector. 

The SGs should be able to withstand such voltage imbalance, which translates into negative sequence 
currents in the stator and rotor with negative sequence reactance x, = 0.10 (the minimum accepted by 
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the IEC) and a step-up transformer with a reactance x; = 0.15 P.U. Then, the 1% voltage unbalance 
translates into a negative sequence current i, (P.U. in percent) of 


Vy 0.01 
X,+xp 0.14+0.15 


0.04 P.U.=4% (7.4) 


i, = 


The SG has to be designed to withstand the additional losses in the rotor damper cage, in the excitation 
winding, and in the stator winding, produced by the negative sequence stator current. Turbogenerators 
above 700 MV seem to need explicit amortisseur windings for the scope. 


7.2.4.3 Harmonic Distribution 


Grid codes specify the voltage total harmonic distortion (THD) at 1.5% and 2% in, respectively, near 400 

kV and in the near 275 kV power systems. Proposals are made to raise these values to 3 (3.5)% in the 

voltage THD. The voltage THD may be converted into current THD and then into an equivalent current 

for each harmonic, considering that the inverse reactance x, may be applied for time harmonics as well. 
For the fifth time harmonic, for example, a 3% voltage THD corresponds to a current i;: 


po ge pe (7.5) 
5-(x,+x,) 5-(0.14+0.15) 


7.2.4.4 Temperature Basis for Rating 


Observable and hot-spot temperature limits appear in IEEE/ANSI standards, but only the former appears 
in IEC-60034 standards. 

In principle, the observable temperature limits have to be set such that the hot-spot temperatures 
should not go above 130° for insulation class B and 155° for insulation class F. 

In practice, one design could meet observable temperatures (in a few spots in the SG) but exceed the 
hot-spot limits of the insulation class. Or, we may overrestrict the observable temperature, while the hot 
spot may be well below the insulation class limit. 

Also, the rated cold coolant temperature has to be specified if the hot-spot temperature is maintained 
constant when the cold coolant temperature varies, as for ambient temperature, following SGs where the 
observable temperature also varies. 

Holding one of the two temperature limits as constant, with the cold coolant (ambient) temperature 
variable, leads to different SG overrating and underrating (Figure 7.4). 

It seems reasonable that we need to fix the observable temperature limit for a single cold coolant 
temperature and calculate the SG MVA capability for different cold coolant (ambient) and hot-spot 
temperatures. This way, the SG is exploited optimally, especially for the “ambient-following” operation 
mode. 


7.2.4.5 Ambient-Following Machines 


SGs that operate for ambient temperatures between —20° and 50° should have permissible generator 
output power, variable with cold coolant temperatures. Eventually, peak (short-term) and base MVA 
capabilities should be set at rated power factor (Figure 7.5). 


7.2.4.6 Reactances and Unusual Requirements 


The already mentioned d—axis synchronous reactance x, and d—axis transient reactance x; are key factors 
in defining static and transient stability and maximum leading reactive power rating of SGs. In general 
practice, x, and x’, values are subject to agreement between vendors and purchasers of SGs, based on 
operating conditions (weak or strong power system area exciter performance, etc.). 

To limit the peak short-circuit current and circuit breaker rating, it may be considered as appropriate 
to specify (or agree upon) a minimum value of the subtransient reactances at the saturation level of rated 
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MVA (p.u.) capability 


FIGURE 7.4 Synchronous generator millivoltampere rating vs. cold coolant temperature. 
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FIGURE 7.5 Ambient following synchronous generator ratings. 
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voltage. Also, the maximum value of the unsaturated (at rated current) value of transient d axis reactance 
x, may be limited based on unsaturated and saturated subtransient and transient reactances, see IEEE 


100 [11]. 


There should be tolerances for these agreed-upon values of x,” and x,’, positive for the first (20 + 30%) 
and negative (—20 + 30%) for the second. 


7.2.4.7  Start-Stop Cycles 


The total number of starts is important to specify, as the SG should, by design, prevent cyclic fatigue 
degradation. According to IEC and IEEE and ANSI trends, it seems that the number of starts should be 


as follows: 
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* 3000 for base-load SGs 
* 10,000 for peak-load SGs or other frequently cycled units [1] 


7.2.4.8 Starting and Operation as a Motor 


Combustion turbines generator units may be started with the SG as a motor fed from a static power 
converter of lower rating, in general. Power electronics rating, drive-train losses, inertia, speed vs. time, 
and restart intervals have to be considered to ensure that the generator temperatures are all within limits. 

Pump-storage hydrogenerator units also have to be started as motors on no-load, with power elec- 
tronics, or back-to-back from a dedicated generator which accelerates simultaneously with the asynchro- 
nous motor starting. The pumping action will force the SG to work as a synchronous motor and the 
hydraulic turbine-pump and generator-motor characteristics have to be optimally matched to best exploit 
the power unit in both operation modes. 


7.2.4.9 Faulty Synchronization 


SGs are also designed to survive without repairs after synchronization with +10° initial power angle. 
Faulty synchronization (outside +10°) may cause short-duration current and torque peaks larger than 
those occurring during sudden short-circuits. As a result, internal damage of the SG may result; therefore, 
inspection for damage is required. Faulty synchronization at 120° or 180° out of phase with a low system 
reactance (infinite) bus might require partial rewind of the stator and extensive rotor repairs. Special 
attention should be paid to these aspects from design stage on. 


7.2.4.10 Forces 


Forces in an SG occur due to the following: 


+ System faults 
+ Thermal expansion cycles 
* Double-frequency (electromagnetic) running forces 


The relative number of cycles for peaking units (one start per day for 30 yr) is shown in Figure 7.6 [4], 
together with the force level. 

For system faults (short-circuit, faulty, or successful synchronization), forces have the highest level 
(100:1). The thermal expansion forces have an average level (1:1), while the double-frequency running 
forces are the smallest in intensity (1:10). A base load unit would encounter a much smaller thermal 
expansion cycle count. 

The mechanical design of an SG should manage all these forces and secure safe operation over the 
entire anticipated operation life of the SG. 


System faults 
100 


a 
oO 


Thermal expansion 


Z 2f, running forces 


Relative force 


0.1 


FIGURE 7.6 Forces cycles. 
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7.2.4.11 Armature Voltage 


In principle, the armature voltage may vary in a 2-to-1 ratio without having to change the magnetic flux 
or the armature reaction mmf, that is, for the same machine geometry. 

Choosing the voltage should be the privilege of the manufacturer, to enable him enough freedom to 
produce the best designs for given constraints. The voltage level determines the insulation between the 
armature winding and the slot walls in an indirectly cooled SG. This is not so in direct-cooled stator 
(rotor) windings, where the heat is removed through a cooling channel located in the slots. Consequently, 
a direct-cooled SG may be designed for higher voltages (say 28 kV instead of 22 kV) without paying a 
high price in cooling expenses. 

However, for air-cooled generators, higher voltage may influence the Corona effect. This is not so in 
hydrogen-cooled SGs because of the higher Corona start voltage. 


7.2.4.12 Runaway Speed 


The runaway speed is defined as the speed the prime mover may be allowed to have if it is suddenly 
unloaded from full (rated) load. Steam (or gas) turbines are, in general, provided with quick-action speed 
governors set to trip the generator at 1.1 times the rated speed. So, the runaway speed for turbogenerators 
may be set at 1.25 P.U. speed. For water (hydro) turbines, the runaway speeds are much higher (at full 
gate opening): 


* 1.8 P.U. for Pelton (impulse) turbines (SGs) 
* 2.0 to 2.2 PU. for Francis turbines (SGs) 
* 2.5 to 2.8 P.U. for Kaplan (reaction) turbines (SGs) 


The SGs are designed to withstand mechanical stress at runaway speeds. The maximum peripheral 
speed is about 140 to 150 m/sec for salient-pole SGs and 175 to 180 m/sec for turbogenerators. The rotor 
diameter design is limited by this maximum peripheral speed. 

The turbogenerators are built today in only two-pole configurations, either at 50 Hz or at 60 Hz. 


7.2.4.13 Design Issues 


SG design deals with many issues. Among the most important issues are the following: 


* Output coefficient and basic stator geometry 

* Number of stator slots 

* Design of stator winding 

* Design of stator core 

+ Salient-pole rotor design 

* Cylindrical rotor design 

* Open-circuit saturation curve 

* Field current at full load 

+ Stator leakage inductance, resistance, and synchronous reactance calculation 
* Losses and efficiency calculation 

* Calculation of time constant and transient and subtransient reactance 
* Cooling system and thermal design 

* Design of brushes and slip-rings (if any) 

* Design of bearings 

* Brakes and jacks design 

* Exciter design 


Currently, design methodologies of SGs are put in computer codes, and they may contain optimization 
stages and interface with finite element software for the refined calculation of electromagnetic thermal 
and mechanical stress, either for verification or for the final geometrical optimization design stage. 
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FIGURE 7.7 Output power coefficient for synchronous generators. 


7.3 Output Power Coefficient and Basic Stator Geometry 


The output coefficient C is defined as the SG kilovoltampere per cubic meter of rotor volume. The value 
of C (kilovoltampere per cubic meter) depends on machine power/pole, the number of pole pairs p,, 
and the type of cooling, and it is often based on past experience (Figure 7.7). 


The output power coefficient C may be expressed in terms of machine magnetic and electric loadings, 
starting from the electromagnetic power P, 


elm* 


pe ha) 5 @, =2np,-n, (7.6) 
The ampereturns per meter, or the electric specific loading (A,), is as follows: 


_6We 


A 
m-D-I; 


(A/m) ; Ky ,— winding factor (7.7) 


with J; the ideal stator stack length and D the rotor (or stator bore) diameter. 
The flux per pole ®, is 


t-D 


2 
©, =—- 


; I 7.8 
1 gl 2p, ( ) 


Making use of Equation 7.7 and Equation 7.8 in Equation 7.6 yields 


nr 


Pain eg re ee OE (7.9) 


So, 
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Tt 


C=—=:Kyy- Ai By (7.10) 


V2 


The airgap flux density B,, relates to magnetic specific loading (saturation level), while A, defines the 
electric specific loading. C is not quite equal to power/rotor volume but is proportional to it. The 
proportionality coefficient is 1/4. 

Going further, we might define the average shear stress on rotor f, (specific tangential force in Newton 
per square meter [N/m?] or Newton per square centimeter [N/cm/’]): 


Ton * ] 
a D}_ 


P. 1 
fer Dl D a vay) 
Tl: “Ls TU: Ls 2mm, De Tl 


So, the power output coefficient C is proportional to specific tangential force f, exerted on the rotor exterior 
surface by the electromagnetic torque, with C given in voltampere per cubic meter [VA/m’], f, comes into 
Newton per square meter [N/m’]. In general, C is given in kilovoltampere per cubic meter [kVA/m’]. 

As seen in Figure 7.7, C is given as a function of power per pole: P,/2p, [5]. Direct water cooling in 
turbogenerators (2p, = 2, 4) allows for the highest output power coefficient. 

The provisional rotor diameter D of SGs is limited by the maximum peripheral speed (140 to 150 m/ 
sec) with 44 to 55 kg/mm? yield point, typical rotor core materials. This maximum peripheral speed U, 
is to be reached at the runaway speed 1,,,,,,. set by design as discussed earlier: 


max 


Umax = e* Dnge “My * 2 (7.12) 


For hydrogenerators 1,,,,,/n,, is much larger than the value for turbogenerators. 
It is imperative that the chosen diameter gives the desired flywheel effect required by the turbine 
design. As already discussed in Chapter 5, the inertia constant H in seconds is 


2 
J(@ 

H= J(@./ a.) (7.13) 

2S, 

where 
J = the rotor inertia (in kilogram x square meter) 

S,, = the rated apparent power in voltampere 

H = defined in relation to the maximum speed increase allowed until the speed governor closes 
the fuel (water) input 
In general, 


ses Se | (7.14) 


with T,, equal to the speed governor (gate) time constant in seconds. 
For hydrogenerators, 
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Atma <93—0.4 (7.15) 
n 


Tey for hydrogenerators is in the order of 5 to 8 sec. For turbogenerators, Toy and Ata, /, are notably 
smaller (<0.1 to 0.15). H for hydrogenerators varies in the interval from 3 to 8 sec above 1 MVA per 
unit. H is often stated as GD;, (kg - m?), where Diz is twice the gyration radius of the rotor, and G is the 
rotor weight in kilogram: 


1.37X10°GD?n2 
a Ta (kWsec/kVA) (7.16) 


Approximately, 


2 
TY iron Di, . 
GD;, ~Mn| (Pe) ov 1, — rotor length (7.17) 


where 
Viron = the iron specific weight (kg/m?) 
D,, = the interior rotor diameter 
D,, = zero in turbogenerators 


GD;, may be specified in tonne x square meter. Alternatively, H in seconds may be specified or 
calculated from Equation 7.14 with Tgy and An, /1, already specified. 

With the rotor diameter provisional upper limit from Equation 7.12, the length of the stator core stack 
I, may be calculated from Equation 7.9 if P.,, is replaced by S,. Then, with GD;, or H given, from Equation 
7.16 and Equation 7.17 and with length /, ~ /;, the internal rotor interior diameter D;, < D may be calculated. 

The pole pitch may also be computed: 


D 
ee pase (7.18) 
2p; nN, 


The ratio 1,/t has to be placed in a certain interval to secure low enough stator copper losses, as the 
end-connections length of the stator is proportional to the pole pitch t. Generally, 


X=1,/t=14+4 forp,=1 
(7.19) 
=0.5+2.5 for p, >1 


The intervals for 4 are rather large, leaving the designer with ample freedom. Though optimization design 
may be performed, it is good to have a good design start, so A has to be in the intervals suggested by 
Equation 7.19. 

With the output power coefficient C given by Equation 7.10, and based on past experience, the airgap 
flux density fundamental B,, is as follows: 


* B,, = 0.75 — 1.05 T for cylindrical rotor SGs 
* B,, = 0.80 — 1.05 T for salient pole rotor SGs 


Correspondingly, with C from Figure 7.7, the linear current loading A (A/m) intervals may be calculated 
for various cooling methods. The orientative design current densities intervals may also be specified 
(Table 7.1). 
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TABLE 7.1 Orientative Electric “Stress” Parameters 


Indirect Air Cooling Indirect Hydrogen Cooling _ Direct Cooling 


A (kA/m) 30-80 90-120 160-200 

Stator current density j.,, (A/mm?) 3-6 4-7 7-10 
For water 

Rotor current density j,,, (A/mm7”) 3-5 3-5 6-13 


With stator and rotor direct cooling: (13-18) 
A/mm? and A = (250-300) kA/m 


7.4 Number of Stator Slots 


The first requirement in determining the number of stator slots is to produce symmetrical (balanced) 
three-phase electromagnetic fields (emfs). 
For q equal to the integer number of slots per pole and phase, the number of stator slots N, is 


N,=2p,-q:m ; m=3 phases; p,-—pole pairs (7.20) 


A larger integer q is typical for turbogenerators (2p, = 2, 4): q > (4 to 6). For low-speed generators, q 
may be as low as three but not less. For q < 3, 4 and for large power hydrogenerators, a fractionary q 
winding is adopted: 


Cc Cc 
N,=2p,-| b+—]3. 5 gq=b+— 7.21 


To secure balanced emfs, the slot pitch number x between the start of phases A and B (C) is such that 


Speak ; K-—integer #3? (7.22) 


Ss 


Replacing N, from Equation 7.21 and Equation 7.22 yields the following: 


Li (cl A et PL (7.23) 
3 | bdee 3 d 


Now, x has to be an integer, and 2K has to be divisible by d. Also, d may not contain a 3? factor, as this 
is eliminated from K. For fractionary windings, not only should N, be a multiple of three, but also the 
denominator c of q should not contain three as a factor. According to Equation 7.21, if N, contains a 
factor of 3°, then p, (pole pairs number) should also contain it, so that it would not appear in c. 

In large SGs, the stator core is made of segments (Chapter 4) because the size of the lamination sheets 
is limited to 1 to 1.1 m in width. The number of slots per segment N,,, for N, segments, is 


\ ee (7.24) 


For details on stator core segments, revisit Chapter 4. In general, it is advisable that N,, be an even number, 
so that N, has to be an even number. But in such cases, apparently, only integer q values are feasible. For 
fractionary windings, N,, may be an odd number and contain three as a factor. Moreover, large stator 
bore diameter hydrogenerators have their stator cores made of a few N, sections that are wound at the 
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FIGURE 7.8 The total electromagnetic field (emf) E,. 


manufacturer’s site and assembled at the user’s site. So, the number of slots N, has to be divisible by both 
N, and Nx. 

In large SGs, the stator coil turns are made by transposed copper bars, and generally, there is one turn 
(bar) per coil. So, the total number of turns for all three phases (3-a-W,) is equal to the number of slots N,: 


N, =3-a-W, (7.25) 


where 
a = the number of current paths in parallel 
W, = the turns per path/phase 


On the other hand, the number of turns W, per current path is related to the flux per pole and the 
resultant emf E, per phase: 


BE, =mv2-f,-(W,-Kwi)-® (7.26) 


2 
®, =—-B, tl, ; T= "D/2p, (7.27) 
T 


with T equal to the pole pitch of stator winding. At this stage, |, ~ /;, D, t and are known, and B,, is the 
airgap rated flux density that is chosen in the interval given in the previous paragraph. The winding 
factor Ky, is 


Kwi=K,,Ky, (7.28) 
eee 1/6 ; K, =sin2* (7.29) 
qsin t/6q T2 


with y/T equal to the coil span/pole pitch. For fractionary q = (bd + c)/d, q will be replaced in Equation 
7.29 by bd +c. 
From Figure 7.8, the emf (airgap emf) is 


E, = V,J1+ x4(2sing, + xy) =(1.07-1.1)-V, (7.30) 
The leakage reactance x, is generally less than 0.15 or 
Xq = XX (0.35—0.4) (7.31) 


This value of x, is only orientative and will be recalculated later in the design process. 
V,, root mean squared (RMS) is the rated phase voltage of the SG. The rated current I, is as follows: 
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aoe (7.32) 
3V,, Cos, 


with @,, equal to the rated power factor angle (specified). 

The number of current paths in parallel depends on many factors, such as type of winding (lap or 
wave), number of stator sectors, and so forth. 

With tentative values for a and W, found from (Equation 7.26 through Equation 7.30) and W, rounded 
to a multiple of three (for three phases), the number of slots is calculated from Equation 7.25. Then, it 
is checked if N, is divisible by the number of stator sections Nx. The number of stator sections is 


Nz = 2 for D<4m 
N,=4 for D=4+8m (7.33) 
Nx = 6 (8) for D> 8 m 


To yield a symmetrical winding for fractionary q = b + c/d, we need 2p,/d = integer and, as pointed 
out above, d/3 # integer. With a current paths, 


ac ch (7.34) 
a 


It is also appropriate to have a large value for d, so that the distribution factor of higher space harmonics 
be small, even if, by necessity, c/d = 1/2, b > 3. 
For wave windings, the simplest configuration is obtained for 


3c+1 
d 


= integer (7.35) 


So, the best c/d ratios are as follows: 


Cn De OF 2 OS D8. OT AP, Ae 9 


> > > > > > > 5) > > > see (7.36) 
d 5 5 7 7 8 8 10 10 11 11 13 13 
For d= 5, 7, 11, 13, ...: 
a1) * 
Os = integer (7.37) 
with 
14 1 2 2 11 
= > > > e > > > ? see (7.38) 
d 5 57 7 11 11 13 13 
A low level of noise with fractionary windings requires 
c ee 
3-| b+ — |+— # integer (7.39) 
d) d 


With c/d = 1/2 (b > 3), the subharmonics are cancelled. 
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More details on choosing the number of slots for hydrogenerators can be found in Reference [6]. 


7.5 Design of Stator Winding 


The main stator winding types for SGs were introduced in Chapter 4. For turbogenerators, with q > 4 
(5), and integer q, two-layer windings with lap or wave-chorded coils are typical. They are fully symmetric 
with 60° phase spread per each pole. 


Example 7.1: Integer g Turbogenerator Winding 


Take a numerical example of a two-pole turbogenerator with an interior stator diameter D,, = 1.0 
m and with a typical slot pitch T, = 60 to 70 mm. Find an appropriate number of slots for integer 
q, and then build a two-layer winding for it. 


The number of slots N, is 


N,=2p-q:m ; N,:-T7,=n-D, (7.40) 
So, 
D,, 1 ‘10 261 
q = integer| m-—*- = integer pee (7.41) 
T, 2p,-m 07 213 
where 
T, = 0.0654 m 
G8 


With a stator stack length J,, = 4.5 m, B,, = 0.837 T, V, = 12//3 kV, f, = 60 Hz, E, = 1.10 V, 
(Equation 7.30), and a = 2 current paths, the number of turns per current path/phase, W,, is as 
follows (Equation 7.26): 


E 
—————— (7.42) 
n2-f, ‘Kw -D, 

2 2 Tt 
®, ==: Boy -T-1p, = —-0.837-—-1- 4.5 = 3.7674 Wh/pole (7.43) 

Tl TU 2 

1 

Kyy=— Sint sin 21% _ 9.9556 0.966 = 0.9230 (7.44) 

8-sin(n/(6-8)) 24 2 

So, from Equation 7.42, 

1.07 x (12//3)-10° 

W, = (12/V3) =8.012~8=q (7.45) 


TV 2 X 60 X 0.923 x 3.7674 
Fortunately, the number of turns per current path, which occupies just one pole of the two, is equal 


to the value of q. A multiple of q would also be possible. With W, = 8, we have one turn/coil, so 
the coils are made of single bars aggregated from transposed conductors. 
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From Equation 7.25, the number of stator slots N, is 


N, =ax W, X3=2X8X3= 48 


7-17 


(7.46) 


The condition W, = q (or kq) could be fulfilled with modified stator bore diameter or stack length 


or slot pitch. 
In small machines, W, = kq with k > 2. 
Building an integer q two-layer winding comprises the following steps: 


+ The electrical angle of emfs in two adjacent slots ©,,: 


+ The number ft of slots with in-phase emfs: 
t = largest common divisor (N, p,) = p,; = 1 
* The number of distinct slot emfs: 
NJt = 48/1 = 48 


* The angle of neighboring distinct emfs: 


FIGURE 7.9 Electromagnetic field (emf) star for 2p, = 2 and N, = 48. 
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(7.49) 


(7.50) 
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— Phase A 
= Phase B 


WW 


FIGURE 7.10 Two-pole, bar-wave winding with N, = 48 slots, q = 8 slot/pole/phase, and y/t = 20/24. 


* Divide the distinct emfs in 2x m= 6 equal zones. Opposite zones represent the in and out slots 


of a phase in the first layer. The angle between the beginnings of phases A, B, C is oe clockwise. 


* From each in-and-out slot phase, coils are initiated in layer one and completed in layer two, from 


20 
left to right, according to the coil span y: y= me = 20 slot pitches (Figure 7.10). 
Making use of bar-wave coils and two current paths in parallel, practically no additional connectors 
are necessary to complete the phase. 


The single-turn bar coils with wave connections are usually used for hydrogenerators (2p, > 4) to 
reduce overall connector length — at the price of some additional labor. Here, the very large power 
of the SG at only 12 kV line voltage imposed a single-turn coil winding. 


Doubling the line voltage to 24 kV would lead to a two-turn coil winding, where lap coils are 
generally preferable. 


For the fractionary windings, so typical for hydrogenerators, after setting the most appropriate value 
of fractionary q in the previous paragraph, an example is worked out here. 


Example 7.2: The Fractionary q Winding 


Consider the case of a 100 MVA hydrogenerator designed at V,,, = 15,500 V (RMS line voltage, star 
connection), f, = 50 Hz, cos@, = 0.9, n, = 150 rpm, and n,,,,,. = 250 rpm. 


Calculate the main stator geometry and then with B,, = 0.9 T, the number of turns with one current 
path, and design a single-turn (bar) coil winding with fractionary q. 


Solution 


For indirect air cooling (see Figure 7.7) with the power per pole, 


S, _ 100-10° 


= 2,5-10° kVAmin/pole (7.51) 
2p, 40 


the output power coefficient C = 9 kVAmin/m’. 


The maximum rotor diameter (Equation 7.12) for U,,., = 140 m/sec: 
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Cie 140 m/sec 


= To Max m-(250/60) rad/sec 


=10.70m (7.52) 


The ideal stack length /; is calculated from Equation 7.9: 


S 100000(KVA) 
l= 5 me aan = 0.647 m (7.53) 
r Ny ‘min 2 2 
9} ——= ](10.70) |m° )150( rpm 
( {4% }070(m*)is0(rm) 
The flux per pole ®, (Equation 7.8) is 
2 3 10.7 
®, ==. By -t-l, = =-0.9-~ —* .0.647 = 0.3115 Whipole (7.54) 
TU TU 


With E,,/V,,), = 1.07 and an assumed winding factor Ky, ~ 0.925, the number of turns per current 
path W, is as follows (Equation 7.26): 


woe Eton 1.07x15500/V3 
my2-f,-Kyi®, mV2-50-0.925-0.3115 


~ 150 turns/path/phase (7.55) 


For one current path, the total number of turns for all three phases (equal to the number of slots 
N,) would be 


N, = 3-a- W, =3-1-150 = 450 slots (7.56) 
A tentative value of q,,, would be 


N. 45 450 3 
cee ees 3 (7.57) 
2p,:m 40-3 120 4 


Dave = 


It is obvious that this value of g is not among those suggested in Equation 7.37 and Equation 7.38, 
but Equation 7.35 is half fulfilled, as c = 3, d = 4, and 


3c-1 3-3-1 F 
= = 2 = integer 7.58 
d ri 8 (7.58) 


With 15 slots per segment (N,, = 15), the total number of segments N. per section is 


N, 450 


N.= = =5 
N,:Nx  15X6 


c 


(7.59) 


So, the total number of segments in the stator core is N,- Nx = 5-6 = 30. Fora 10.7 m rotor diameter, 
this is a reasonable value (lamination sheet width is less than 1.1 to 1.2 m). 


Though N., = 15 slots/segment is an odd (instead of even) number, it is acceptable. 


Finally, we adopt q,,,. = 3 for a 40-pole single-turn bar winding with one current path. 
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yi 2t 
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/14 33 
A’ 3613 3etho 34 ll 


FIGURE 7.11 The electromagnetic force (emf) star for N, = 450 slots, 2p, = 40 poles for the first distinct 45 slots. 


To build the winding, we adopt a similar path as for integer q: 


* Calculate the slot emf angle: o,. = as PRh= -20= 
N, 450 45 


* Calculate the highest common divisor t of N, and p,: t = 10 = p,/2 

+ Find the number of distinct slot emfs: N,/t = 450/10 = 45 

2n-t 2m-10 2N OQ, 
450 45 2 


* Find the angle between neighboring distinct emfs: ,, = 


+ Draw the emf star, observing that only 45 of them are distinct, and every ten of them overlap each 
other (Figure 7.11) 


As there are only 45 (N,/t) distinct emfs, it is enough to consider them alone, as the situation repeats 
itself identically ten times. After four poles (d = 4 in q = b + c/d), the situation repeats. 


N,/t _ 450/10 


* Calculate =15, and start by allocating phase A — eight in emfs (slots) and seven 


out emfs — such that the eight and the seven are in phase opposition as much as possible. In our 
case, in slots for phase A are (1, 2, 3, 4, 24, 25, 26, 27), and out slots are (13, 14, 15, 35, 36, 37, 38). 
* Proceed the same way for phases B and C by allowing groups of eight and seven neighboring slots 
to alternate. The sequence (clockwise) is A, C’, B, A’, C, B’ to complete the circle. 
* The division of slots between the two layers is valid in layer 1; for layer 2, the allocation comes 
naturally by observing the coil span y: 


< integer af = integer eal = 11 slot pitches (7.60) 
< 1 ‘ 
y 8 2 8 40 P 


i 


It is possible to choose y = 9, 10, 11, but y = 10 seems a good compromise in reducing the fifth 
and seventh space harmonics while not reducing the emf fundamental too much. 


Note that for fractionary q, some of the connections between successive bars of a bar-wave winding 
have to be made of separate (nonwave) connectors. 
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FIGURE 7.12 450-slot, 40-poles, q = 3 3/4 bar-wave winding/phase A for the first N,/t = 45 slots. 


For a minimum number of such additional connectors, y, (Figure 7.11) should be as close as possible 
to two times the pole pitch, and 6q equals the integer. 


13. 45.4 P eae : ar 
In our case, 6qg=6- ad # integer, so the situation is not ideal. But the symmetry of the winding 
is notable, as there are ten identical zones of the winding, each spanning four poles. 


An example of the first 45 slots with all phase allocation completed, but only with phase A coils 
shown, is given in Figure 7.12. 


As Figure 7.12 shows, there is only one nonwave connector per phase for N,/t section of machine. 
A simple rule for allocation of slots per phases is apparent from Figure 7.12. 


Based on the sequence A, C’, B, A’, C, B’, ..., we allocate for each phase group d slots for b groups 
and then c slots for one group and repeat this sequence for all the slots of the machine. Again, d 
should not be divisible by three for symmetry (q = b + c/d). 


The allocation of slots to phase may also be done through tables [6], but the principle is the same 
as above. 


The emf star has the added advantage of allowing for simple verifications for phase balance by 
finding the position of the resultant emf of each phase after adding the up (forward) and the opposite 
of down (backward) emfs. 


It is also evident that the distribution factor formula (Equation 7.29) may be adopted for the purpose 
by noting that the number of vectors included should not be q but the denominator of q, that is, 
bd + c, in our case, 3-3+3=15=8+7 vectors: 


. 
sin — 
Ri 6 (7.61) 


(otvesin[ oe] 
6(bd+c) 


The chording factor K,, formula (Equation 7.29) still holds. 
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7.6 Design of Stator Core 


By now, in our design process, the rotor diameter D, the stator core ideal length /,, the pole pitch T, and 
the number of slots N, are already calculated as shown in previous paragraphs. 

To design the stator core, the stator bore diameter D,, is first required. But to accomplish this, the 
airgap g has to be calculated first, because 


D; =D+2g (7.62) 


Calculating or choosing the airgap should account for the following: 


* Required SCR (or 1/ xa) 

* Reduced airgap flux density harmonics due to slot openings so as to limit the emf time harmonics 
within standards requirements 

* Increased excitation winding losses with larger airgap 

* Reduced stator space harmonics losses in the rotor with larger airgap, for a given stator slotting 

+ Varied mechanical limitation on airgap during operation by at most 10% of its rated value 


The trend today is to impose smaller SCR (0.4 to 0.6), that is, smaller airgap, to reduce the excitation 
winding losses. Transient stability is to be preserved through fast exciter voltage forcing by adequate 
control. With smaller airgap, care must be exercised in estimating the emf time harmonics and the 
additional rotor surface (or cage) losses. 

So, it seems reasonable to adopt the airgap based on a preliminary calculated value of x,: 


Xq = Xgt Xqq (7.63) 


At this point, x, may be assigned a value x, =0.1—0.15 or x, = (0.35—0.4)x4 , when (xj) max is imposed 
as a specification. 
The magnetization reactance X,, (in Q) is 


2 

6U,@,(W, -K TL V. 

Xa = Kua si x w) = va " (7.64) 
Tt ‘eg: Ke (+ Ka) phase 


S 
I, ————— 7.65 
( Nz 3( V,, ) phase cos 9, : ! 


K,, is a reduction coefficient of d axis magnetizing reactance when a salient pole rotor is used (Chapter 4): 


T 1 | Tt 
K,,=—+—sin| —-m]| 3 1,— rotor pole shoe span (7.66) 
Tt Tl Tt 


Equation 7.66 is valid for constant airgap salient poles. For hydrogenerators, with reduced airgap, the 
airgap under the salient poles varies to yield a more sinusoidal airgap flux density distribution. 
With Tt, / t = 0.62 — 0.75, in general, K,, > 0.9 for uniform airgap, but it is lower for increased nonuniform 
airgap. 

The Carter coefficient, K,, which includes the influence of slot openings and the effect of radial channels 
in the stator core stack, is also unknown at this stage of the design but, typically, Kc < 1.15. 
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Finally, the magnetic saturation level is not known yet, but it is known to be less than 0.25 (K,, < 
0.25). Basically, Equation 7.64 and Equation 7.65, with assigned values of K,, K, and K,, and known 
winding data W,, Ky, (from the previous paragraph), provide a preliminary value for the airgap to secure 
the required value of x;. 

A traditional expression for airgap is as follows: 


A:T 


= 40-1077 ———_—_ 
sj (x. -0.1) By, 


(7.67) 


where 
A = the linear current loading (A/m) 
B,, = the design airgap flux density (specified) 
t = the pole pitch t= nD/2p, 
x, = 0.1 is the assigned value of stator leakage reactance in P.U. 


Knowing the rated current I, and the number of current path a (current loading), A, is as follows: 


6-W, -a-1 
Ax a a na 


oD (7.68) 


For SCR = 0.5, x, = 2, and D = 10.7 m, a = 1, W, = 150, I,, = 4000 A (Example 7.2), 2p, = 40 poles, B,, 
= 0.9 T, 


-W,-a-I 4-107” x6 X150 x 4000 
AG AG Fie Da 5 EE A TO = 0.02105 m (7.69) 
(x; -0.1)-2p)- By 40-0.9-(2—0.1) 
Now the pole pitch T is 
m(D+2g)  1(10.7+2-0.02105) 
T= = = 0.8435 m (7.70) 


2D 40 


Note that the rather small specified SCR led to a high x,(x,; =2.0) and, thus, to a rather small airgap 
for this 10.7 m rotor diameter with a 0.8453 m pole pitch. 

Turbogenerators are characterized by a larger airgap for the same A, Ba, and SCR, as T is notably 
larger. Moreover, the smaller periphery length (smaller diameter) in turbogenerators imposes larger values 
of A than in hydrogenerators — one more reason for a larger airgap. Airgaps of 60 to 70 mm in two- 
pole, 1.2 m rotor diameter turbogenerators are not uncommon. This preliminary airgap value is to be 
modified if the desired x, is not obtained, or some of the mechanical, emf harmonics or additional losses 
constraints are not met. 

The stator terminal line voltage is chosen based on the following: 


* Insulation costs 
* Insulation maintenance costs 
+ Step-up transformer, power switches, and protection costs 


Generally, the higher the power, the higher the voltage. Also, the voltage is higher for direct-cooled 
windings, because the transmission through the conductor and slot insulation to the slot walls is no 
longer a main constraint. 
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Support finger“ NI] {i a’ =c’=15-20mm 
b, l a, =a’/3 


FIGURE 7.13 Stator core with radial channels. 
As a starting point, 
Vin =~ 6 — 7 kV for S, < 20 MVA 
10 — 11 kV for S, = (20 — 60) MVA 
13 — 14 kV for S, = (60 — 75) MVA (7.71) 
15 — 16 kV for S,, = (175 — 300) MVA 
16 — 28 KV for S, > 300 MVA 


Recently, 56 kV and 100 kV cable-winding SGs were proposed. 


7.6.1 Stator Stack Geometry 


As radial or radial—axial cooling is used (Figure 7.13), there are n, radial channels, and each cooling 
channel is b. wide. The total iron length /, is as follows: 


i, =1-n,b, (772) 


The ideal length |; is approximately 


i-[) nb aa {1 ata] |* (7.73) 


with b’ an equivalent cooling channel width that is smaller than b.and dependent on airgap g. The larger 
the airgap, the smaller will be b/ /b,. Generally, b, = 8 to 12 mm, and the elementary stack width J, = 45 
to 60 mm. When the airgap g is larger than b, b//b. <0.2—0.3 due to the large fringing flux. K,, is the 
iron filling factor that accounts for the existing insulation layer between laminations. For 0.5 mm thick 
laminations, K,, ~ 0.93 to 0.95. 

The open stator slots may house uni-turn (bar) coils (Figure 7.14a) or multiturn (two, in general) 
coils (Figure 7.14b) placed in two layers. The single- and two-turn coils are made of multiple rectangular 
cross-sectional conductors in parallel that have to be fully transposed (Figure 7.15a and Figure 7.15b) in 
large power SGs (Roebel bars). Typically, the elementary conductor height h.is less than 2.5 mm. 

The elementary conductors are transposed to cancel eddy currents induced by each of them in the 
others, thus reducing drastically the total skin effect AC resistance factor. (More details are presented in 
the forthcoming paragraph on stator resistance.) The transposition provides for positioning each ele- 
mentary conductor in all the positions of the other conductors, along the stack length. The transposition 
step along stack length is above 30 mm, and there should be as many transpositions as there are elementary 
conductors used to make a turn. 
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= > h, 
: Interlayer insulation 


$ = 
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(a) (b) 


FIGURE 7.14 Stator conductors in slot (indirect cooling): (a) single-turn bar winding and (b) two-turn coil winding. 


ee 


(b) 


FIGURE 7.15 Roebel bar: (a) two conductors and (b) complete Roebel bar. 


The thickness of various insulation layers depends on the terminal voltage and on the number of slots. 
Generally, 


2W. _ copper width 


i > adoewiie 
: - ean ~0.35—-0.55 — 
T,=1-D;/6 pq 
h, _ slot height _ 4-10 


b, slot width — 


For direct cooling, the copper area per slot area is smaller than that for indirect cooling, because each 
elementary conductor has an interior channel for the coolant. 

A single-layer single turn per coil winding, as shown in Figure 7.16, exhibits sequences of two solid 
elementary conductors followed by a tubular conductor. 

It is also possible to use only tubular elementary conductors. 
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FIGURE 7.16 Single-layer winding with direct cooling. 
The slot area A,,,,, may be calculated by knowing the total current per slot, the design current density 
Jeo and the total copper filling factor Kgy: 


6- Wal 


= . > A gor = b, “h, (7.75) 
N, *K fa * Ios 


The output power coefficient secures values of ampere turns per slot that lead to fulfilling constraints 
(Equation 7.74). 

The design current density depends on the adopted cooling system, and for start values, Table 7.1 may 

be used. It should also be noticed that the terminal voltage impresses lower limits on slot width with 
orientative values from 15 mm below 6 kV (line voltage) up to 35 to 40 mm at 24 kV. The slot total 
filling factor goes down from values of up to 0.55 below 6 kV to less than 0.3 to 0.35 at 20 kV and higher, 
for indirect cooling. Smaller values of Ky are practical for direct cooling windings. 
With stator bore diameter D,, number of stator slots N,, rated path current J,, number of turns per 
current paths in parallel W,, already assigned Ky j,.. from Equation 7.75 with Equation 7.74, the 
rectangular stator slot may be sized by calculating h, and b,. Finally, all insulation layers are accounted 
for, and a more exact filling factor is obtained. 

The stator yoke height h,, is simply 


hy, =—=-— ; By =13-17T (7.76) 


where 
t = the stator pole pitch 
B,, = the design stator yoke flux density 


As the slots are rectangular, the teeth are rather trapezoidal, so the tooth flux density B, varies along 
the radial direction. The maximum value B,,,,, occurs approximately at the slot top: 


tmax 
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Ts 


=1.6-2.0T (7.77) 


sg Us 


In Equation 7.77, the reduction of tooth flux density due to the fringing flux lines through the slots 
is neglected. 


Example 7.3: Stator Slot and Yoke Sizing 


For the same hydrogenerator as discussed in Example 7.2, with S, = 100 MVA, I, = 4000 A, U,, = 
15 kV, 2p, = 40, D = 10.7 m, I; = 0.647 m, N, = 450, airgap g = 2.1 x 10° m, B,, = 0.9 T, W, = 150 
turns/current path, and a = 1 current paths, determine (for indirect air cooling), size of the stator 


slot and yoke, and the stator core outer diameter D,,. 

Solution 
For indirect air cooling, a total slot filling factor is adopted Ky = 0.4. 
The current density (Table 7.1) is j,,.= 6.0 A/mm/?. 


From Equation 7.75, the slot useful area A,,,,, is as follows: 


slotu 


-W, 1 6-150: 4 
Ago = ms a 2 Lae = 3333-10°° m? 
N,°K f° jeos  450-0.4-6-10 
The slot pitch T, is 
m(D+2 (10.7 +2-0.021 
T= ( 8) _ ( bate m 


N, 450 
The slot width is selected according to Equation 7.74: 


b, =1, -0.4=74.95-10°% = 30-107 m 


The maximum tooth flux density is as follows: 


ie 74.95 _ 
t,-b,  74.95-30 


The slot height h, may now determined from Equation 7.75: 


» Aga 9983-10 


h, . 
b= 30x10 


=111-:10° m 


The ratio h, /b, = 111/30 = 3.7033 < 4, as suggested in Equation 7.74. 


The rather low h,/b, ratio tends to produce a low stator slot leakage inductance, that is also a 
reduction in xj. As the maximum value of xj is limited for transient stability reasons, it may be 
adequate to retain this slot geometry. 


The moderate B,,,,, does not account for further reduction of the tooth width in the wedge area. 
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With stator yoke flux density B,, = 1.4 T, the stator yoke height h,, (Equation 7.76) is 


B 0. 450 1 
y= Sst 7 _ 0? 74.95x107 =. =172.74x107 m 
B, ™ 14 40 1 


h 


The external stator diameter is 


D,, = D+ 2g +2h, +2hy, =10.7 +2-0.0201+ (2x111+2172)-107 = 11.309 m 


In general, the stator yoke height h,, should be larger than the slot height h, to avoid large noise 
and vibration at 2f, frequency. 


7.7 Salient-Pole Rotor Design 


Hydrogenerators and most industrial generators make use of salient-pole rotors. They are also found in 
some wind generators above 2 MW/unit. 
The airgap under the rotor pole shoe gets larger toward the pole shoe ends (Figure 7.17). 
In general, g,,./¢ = 1.5 to 2.5 to make the airgap flux density, produced by the field current, sinusoidal. 
Ideally, 


g(8) = a (7.78) 


In reality, the pole shoe may be cut from 1 to 1.8 mm laminations along a circle with radius R, < D/2, 
where D is the rotor diameter at minimum airgap (g). 

The pole shoe b, per pole pitch t is a compromise between leaving enough room for field coils and 
limiting the interpole flux linkage: 


P = 0,66—0.75 (7.79) 


Generally, ; increases with the pole pitch 1, reaching 0.75 at T = 0.8 m. Also, the ratio between the pole 
shoe span b, and the stator slot pitch t, should be b,/t, > 5.5 to avoid notable pulsations in the emf due 
to stator slotting. With q = 3, this condition is met automatically for all values of ©; in Equation 7.79. 


FIGURE 7.17 Variable airgap salient pole. 
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FIGURE 7.18 Salient rotor pole construction. 


Given the central and maximum airgaps (g and g,,,,,), rotor diameter D, and the pole shoe span b,, the 
radius R, of the pole shoe shape is approximately 


D 1 D 
R,=—: < (7.80) 


Bee) Dp: _ 2 
eo D (Sina g) 
b, 


The cross-section through a salient rotor pole is shown in Figure 7.18. 

The length of pole body (made of 1 to 2 mm thick die-cast laminations) L, is made smaller than stator 
core total length / by around 50 to 80 mm, while the end plates (Figure 7.18), / 
Lg = 50 to 120 mm. 

So, the total ideal length of rotor pole I,; is as follows: 


ep made of solid iron, are 
1, =1—(0.05 + 0.08) +1, >1 (7.81) 

The effective iron length of rotor J,,, is 
lore ~ Li ‘Ky (7.82) 


The lamination filling factor (due to insulation layers) K;, ~ 0.95 to 0.97 for lamination thickness going 
from 1 to 1.8 mm. The total length of rotor J,; is still larger than the stator stack length / in order to 
further reduce the flux density in the rotor pole body with width W, (Figure 7.18) that is, in general, 


W, ~(0.45-0.55)-t (7.83) 


The wound rotor pole height h, per pole t pitch ratio K, decreases with the pole pitch t and with 
increased average airgap flux density: 


A 
— 
M 
[3 


(7.84) 


In general, for B,, = 0.7 T (B,, = 0.9 T), K, starts from 0.3 at tT = 0.4 m and ends at 0.1 for T= 1 m. 
Higher values of K, may be used for smaller airgap flux densities. 

To design the field winding, the rated, V;,, and peak, Ving. voltages have to be known, together with 
field pole mmf Wy). By I;,, we mean the excitation current required to produce full voltage at full load 


and rated power factor. At this stage of the design method, I;,, is not known, and it may not be calculated 
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rigorously, because the rotor pole and yoke design is not finished. But, a preliminary design of rotor pole 
and yoke is feasible here. 


Example 7.4: Salient-Pole Rotor Preliminary Design 
For the data in Example 7.3, let us design the salient-pole rotor. The ratio g,,,,/g = 2.5. 
Solution 


Knowing the pole pitch and choosing a conservative 0, = 0.7, from Equation 7.79, the pole width 
b, is as follows (Example 7.3): 


(10.7 +2-0.021) 

p 7» = 0.7 -0.843 = 0.59 m 
40 

The radius of rotor pole shoe R, (Equation 7.80) is 


D 1 _ 107 l 
_— 
2 ro 2 |, 4-107 
fis D- (max a ie -(2.5-1)-2.1-107 


=1.0978 m 


59° 


The rotor pole shoe height at center h,, (Figure 7.17) should be large enough to accommodate the 
damper winding and is proportional to the pole pitch: 


h ps 
—= 0.1 fort=0.3m 


=0.2 fort=1m 


The pole body width W, is chosen from Equation 7.83: 
W, =0.5:T = 0.5-0.843 = 0.4215 m 
Consequently, the space left for coil width W., is 


_ b,-W, _ 0.59-0.4215 
2 


W. 


c 


= 0.08425 m 


The pole body (and coil) height h, = Kj, - t = 0.18 - 0.843 = 0.1517 m. 


So, with a total coil filling Kj, = 0.62 design current density j,,, = 10 A/mm’, the ampereturns of 
field coil per pole are as follows: 


Wel = jer? We +My °K gy =10-151.7 -84.25- 0.62 = 79240 At 


On the other hand, the stator rated mmf per pole F,,, is 


—_ 3V2-W, Kyi, _ 3V2-150-0.925- 4000 ais dea 
Tl: p 1-20 
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AS 


-1 79240 
FE, /Wrlm) =——-=2.12 
(Ao /Welr) 37383 
there are chances that the calculated rated field pole mmf W,J,,, will suffice for rated power, rated 
voltage, and rated power factor. 


However, also notice that the rated current density was raised to 10 A/mm? in the rotor, in contrast 
to 6 A/mm? in the stator. The much shorter end connections justify this choice. Later in the design, 
the exact W,,,, value will be calculated. 


The rotor yoke design is basically similar to the stator yoke design, but there is an additional, leakage 
(interpole) magnetic flux to consider. Later, it will be calculated in detail, but for now, a 10 to 15% 
increase in polar flux is enough to allow for preliminary calculation of the rotor yoke radial height h,,: 


Ba 7 0.9 0.843 
Nyy = (14 K peop )= 
By, ™ 1s 1 


-(1+0.12) = 0.1804 m 


This is a conservative value. 


Though the design methodology can produce a detailed analytical calculation of no-load and on- 
load magnetization curves, only with the finite element method (FEM) can we provide exact 
distributions of flux density in the various parts of the machine for given operating conditions. 


7.8 Damper Cage Design 


Stator space mmf harmonics of order 5, 7, 11, 13, 17, 19,..., as well as airgap permeance harmonics due 
to slot openings, induce voltages and thus produce currents in the rotor damper winding. These stator 
minf aggregated space harmonics are reduced drastically by fractionary windings (q = b + c/d), with first 
slot harmonics that is 6 (bd + c) + 1. When bd + c > 9, these harmonics are negligible; thus, it is feasible 
to use the same slot pitch in the stator T, and in the rotor T,:T, = T,. However, for integer q or bd + c < 
9orqg=b+ 1/2: 


T,#Tq (7.85) 


Otherwise, the induced currents in the damper windings by the stator slotting harmonics are augmented 
when T, = T,. 
For these cases, it is recommended [7] that 


T, <T, 

27 : 

—26qtl+c ; c=0 forq=integer (7.86) 
2kt 

b, — 21, = 
6q+1 


In Reference [6], the condition N,/p, = 2K, + 1/2 is demonstrated to lead to the reduction of bar-to- 
bar currents due to the first slot opening harmonic of the stator. But, the second slot opening harmonic 
(v = 2) may violate this condition. 
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Copper plate 
replaces end ring 


Copper bar 
an ———_— End plate 


--+--- (mild steel) 


Laminated pole 
FIGURE 7.19 Copper end plate replaces end ring. 
The number of damper bars per pole N,j is as follows: 


N, ee Del (7.87) 


In some cases, the damper cage may be left out, but then the pole shoe (at least) should be made of solid 
mild steel. 
The cross-section of the damper cage bars per pole represents a fraction of stator slot area per pole: 


1 6-W,-1 
Ate = 49.15-03)>-— 2 (7.88) 


2 2 Pi Joos 


The cage bars are round and made of copper or brass, so their diameters d,,,, are standardized: 


bar 


4 
yar =f Abar (7.89) 
Tt 


The cage bars are connected through partial or integral end rings. The cross-section of end ring A 
is about half the cross-sectional area of all bars under a pole: 


ring 


Aring * (0.5—0.6)- No + Abar (7.90) 


The complete end rings, though useful in providing x/~ x7 and q axis current damping during 
transients, hamper the free axial circulation of cooling agent between rotor poles. Thus, it is practical to 
use copper end plates that follow the shape of the poles and extend below the first row of pole bolts. 
They are located between the laminated rotor pole core and the end plate made of steel (Figure 7.19). 
For good contact with the copper bars, the copper end plate should have a thickness of about 10 mm 
[6]. The copper plate plays the role of the complete end ring but without obstructing the cooler axial 
flow between the rotor poles. Also, it is mechanically more rugged than the latter. 


7.9 Design of Cylindrical Rotors 


The cylindrical rotor is generally made from solid iron with milled slots over about two thirds of periphery 
so as to produce 2p, poles with distributed field coils in slots (Chapter 4 and Figure 7.20). Slots are radial 
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FIGURE 7.20 Two-pole cylindrical rotor with field coils. 
and open in Figure 7.20. According to Chapter 4, Equation 4.23, the airgap flux density produced by the 


distributed field winding is 


T 
BANO= Kh ay cosy ® (7.91) 
in rotor coordinates, with 
TT, 1 
‘ cosv— -— 
t 2 (7.92) 


Only odd harmonics are present if all poles are balanced. For the fundamental, the form factor Kj, is 


as follows: 
ae B 
8 42. 8 3/2 
(Ky )y_2 = 2 = 5 [2 _ 1 9508 (7.93) 
eek d=tyt we US3 
The third harmonic is already reduced: 
Tp 1 
8 cos3—— > 
Kys)r t_£ =~0,1415 7.94 
C0 aren acne (7.94) 


The stator and rotor slot opening airgap permeance influence on the excitation airgap flux density 


harmonics is not considered in Equation 7.92. 
The rotor excitation slot pitch t, should be chosen in relation to stator slot pitch t,, such that the stator 


emf harmonics and solid rotor eddy current losses are minimized. Further, 


Wo We La X(N p /2) (7.95) 


Buy 
g K,-(1+K,) 
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N,, is the number of field-winding slots per rotor pole. K, is the Carter coefficient accounting for the 
apparent increase of airgap due to stator and rotor slotting and for the presence of radial cooling channels 
(if any). Magnetic saturation is accounted for by K,, with K, < 0.2 + 0.25. 

Example 7.5 


Consider a two-pole 30 MVA, 50 Hz, cos@, = 0.9 lagging turbogenerator. With a stator bore diameter 
Dj, = 0.85 m, N jiinihe ovr) = 12 slots/pole, By, = 0.825 T, A = 56,000 A/m, SCR = 0.55, Vj, = 500 V, 
and Vinax = 2 Vin 


Design the pertinent field winding after calculating the necessary airgap g. 
Solution 


The ampereturns per meter A may be turned into mmf per pole F,,,,. 
T=0-D,,/2=1-0.83/2 =1.303 m 


A-t  56000-1.303 
Z = ; 303 — 36349 At/pole 


F 


In 
The no-load equivalent field winding mmf fundamental per pole Fp, is 
Frip = SCR: F,,, = 0.5X 36349 = 18242 At/pole 


With K, = 0.25, K. = 1.1, and Ny, = 12, the airgap flux density produced at no load by the field 
winding is 


Uo - Frio 


"20 5K, (I+K,) 


(7.96) 


So, the airgap g becomes 


_ 1.256-10°° 18242 
1.1-1.25-0.825 


=20.2x10° m 


Consequently, from Equation 7.89 with Equation 7.85 and Equation 7.87, the rotor pole slot mmf 
W,,l;, at no load is as follows: 


2 F,, 2 18242 
Np Kp 12 1.0528 


TpWe = = 2887.8 At/slot (7.97) 


At full load and rated power factor, the excitation mmf requirement is about two times larger than 
that for no load: 


Wee Lj, =2We Ly = 5775.7 Atislot (7.98) 


The slot pitch of rotor slots 7), is 
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a2 m(D,~28)-(1-t,/) _ n(083-2-0.02)-(1-03) = 0.07235 m 
= 2p: Np ~ 2-12 i 


The value of T, s T = 0.3 is taken to avoid T;, =7, (slot pitch in the stator with q = 6). 


With the slot fill factor Ky, = 0.5 (profiled conductors), and a design current density j,,, = 6 A/mm’, 
the rotor slot useful area A,,,,, is as follows: 


_ Wel, = 5775.7 
Jcor “ken 6-0.5 


A = 1925.23 mm? 


slotr 


The slot width W,, is 
W,, = 04-7), = 0.4 0.07235 = 0.02894 = 0.029 m 


The slot useful height h,, is 


— Ago _ 1925.23-10% 


is = 66.38-10° m 
W,, 0.029 


h 


The aspect ratio of the slot is rather small (h,,/W,, = 2.289); therefore, the current density might be 
reduced or, if needed, higher field mmfs than in Equation 7.98 are feasible. 


To finish the design, calculate the number of turns per coil and the conductor cross-section. 


The field-circuit rated voltage V;,, should be considered when designing the field winding, with the 
voltage ceiling left for field current forcing during transients to enhance transient stability limits 
with a small SCR = 0.5. 


First, the field-winding resistance per pole Ry, has to be calculated: 


Wye Ap * jeor (7.99) 
where L,,, is the average length of turn. Approximately, 
Pe = 2-ly +m Ky > Ky =05-07 (7.100) 


Considering a, current paths in the rotor, the field voltage equation under steady state is 


with 
R,x2 
a a Pi (7.102) 
ap 
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Making use of Equation 7.99 and Equation 7.100 in Equation 7.101 yields the following: 


N Liye" cor 2 2 
Vin = Peo’ Lp : Wx FT = Peo Np Ie jan We (7.103) 


We-(I ju/Ap) ap P 


Equation 7.103 provides for the direct computation of the number of turns per field coil. The copper 
resistivity should be considered at rated temperature. 


Example 7.6: Field Coil Sizing 


Calculate, for the rotor in Example 7.5, the number of turns per field coil and the wire cross-section 
if the stator core total length / is 2.5 m. Also, Ti We = 5775 At/coil. 


Solution 


The turn average length is as follows (Equation 7.100): 


1.303 
Lie =2 (264 Tt: 0.6 1) =7.65m 


With p,,= 2.15 x 10% Qm, j,,, = 6 A/mm”, a, = 2 current paths in parallel, 2p, = 2, N,, = 12 slots/ 
rotor pole, and V;, = 500 V, from Equation 7.103, the number of turns per field coil (same for all) 
W,, is 

fe 


Vin“ Ip 500-2 


W,= — 
Poo Nip live “door *2P1 2.1510" -12-7.65-6 108-21 


fe 


= 42.22 turn/coil 


Let us adopt W,, = 42 turns/coil. 


The total field current J;, comes from the known I;,W. 


= We Ty, bs. 5755 


I; = 137.50 A 
Wie 2 
The current per path (in the coils) J;,, is 
Tg, 137.5 
Ig == = 68.75 A 
ay 2 
The copper conductor cross-section A,, is 
Ting 68.75 e 
Ag = = = 11.458 -10 m? 
Jor 6X10 


A single rectangular cross-section wire may be used. 


The total rated power in the excitation winding P,,,, is 


Pay, = Vy + Ly = 500 X 137.5 = 68750 W (7.104) 
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For a 30 MW SG, this means only 0.229%. 


The rather small airgap (g = 20 x 10°? m), the moderate rated current density (j,,, = 6 x 10° A/m/’), 
and the 2/1 ratio between full load and no-load field mmf may justify the rather small power 
(0.229%) in the field winding. 


7.10 The Open-Circuit Saturation Curve 


The open-circuit saturation curve basically represents the no-load generator phase voltage E,, as a 
function of excitation current (or mmf) I,, at rated frequency: 


2 
Byy= V2-fy-Wy-Kii-— By th =Ke- Pig (7.105) 
™ 
Also at no load, from Equation 7.27, Equation 7.91, and Equation 7.97, 


Hol W,I 
2 Be =K 4B} By= Ho (Wis) (7.106) 
: g.K.(1+K,) 


The saturation factor K, depends on I, that is, on B,, and the machine stator and rotor core geometry 
and the B(H) curves of stator and rotor core materials. The form factor Kp is as follows (Chapter 4): 


4 T, 1 : 
Ky, =—:sin —?.— — for salient rotor poles 
Tt T 2 
cos 2. (7.107) 
Ky, =. t for cylindrical rotor poles 
TU Tp 
1-2. 
Tt 


The equivalent stator stack iron length J; is as follows (Equation 7.73): 


, , & 
I, =| l-n,-bf-2a’-|1 7.108 
1 Nn, c a =n] ( ) 


The Carter coefficient K; is, in general, the product of at least two of three terms: 


+ K., — accounting for airgap increase due to stator slot openings 

* K.. — accounting for airgap increase due to rotor slotting (caused for damper cage slots or by 
the field-winding slots) 

+ K., — accounting for the airgap increase due to radial channels opening b, 


When the airgap varies under the salient rotor pole shoe from g to g,,,,, in calculating K.,, K.., and 
K,3, an average airgap g, is used: 


2 1 
epee 7.109 
8a ~ 3 8t8 (7.109) 


© 2006 by Taylor & Francis Group, LLC 


7-38 Synchronous Generators 


HisiHysaHiss 


FIGURE 7.21 Average no-load flux path in the synchronous generator. 


The literature on induction machines abounds with analytical formulas for Carter coefficients. A 
simplified practical version is given here: 


T, +10 : ; 
Ko = s of ; W,,— slot opening, T, — stator slot pitch 
( is W,.)+ 10g, 
tT, +10 : : : 
Ke, = rT INSa ; T,—rotor slotting pitch, W,, — rotor slot opening (7.110) 


> (1, -W,,) +10g, 


T, +10¢, 


Kas (<.-1,)+10g, 


3 


; 7,— radial channel average pitch, b, — radial channel width 


Ke =Kg-Ke, (Ke) (7.111) 


The value of i is i = 1 if the radial channels are present only in the stator, but it is i= 2 when they are 
present in both the stator and rotor. 

When the airgap is constant (cylindrical rotors), g, = g, as expected. 

We will proceed to an analytical calculation of the open-circuit magnetization curve, because we 
previously defined all the components for given airgap flux density B, (or B,,). Except for one — the 
interpole rotor leakage flux, ®,,, which is dependent on the mmf drop along the airgap + stator teeth + 
yoke: F,, = Fy, (Figure 7.21). 

According to Ampere’s law, for the average flux line, 


(Gu Het ee Ree ek, Paes 


AB BC CD AG GE EF FD’ 


Also, 


F, =2-(E, +B, +F,)= Fw 
(7.113) 
Fo =F, +E, 3 F,=2(F, +E, +, +F,| 
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with 
B 
F, = fig ‘Ke 
“Ho 
F, = Ay’ +h, 


= av yav 
Fy = Ays ly. 


E, =H -h, (7.114) 
F,, = Ay; Ags 
F, =H; -h, 


= av | yav 
E,=H® 19 


For given B,, and machine geometry, the flux densities in various stator regions may be calculated. 
The average value of field H;.’ is calculated as follows for the trapezoidal stator teeth: 


HY =(Hiat 4H + Has) /6 (7.115) 


H,, H,.., and H,,3 correspond to the tooth flux densities B,, B,, and B; in the three locations indicated 
in Figure 7.21: 


[ee ee > b =1,-W, 
b, 
b, 
By = B— (7.116) 
b, 
B, = B, a 
b; 


The widths of the stator teeth b,, b,, and b, at tooth top, middle, and bottom, respectively, are straight- 
forward. From the known lamination magnetization curves, H,,,, H,., and H,,,, corresponding to B,, B,, 
and B,, are obtained. A similar procedure may be used to calculate the mmf drop F,, in the rotor tooth. 
For the stator yoke, the maximum value of the flux density is used to obtain H,, from the same magne- 
tization curve: 


pox ~ Bet, (7.117) 
ys hys : 


ala 


However, to account for the fact that lower flux density levels exist in the yoke and the lengths of 
various flux lines in this zone are different from each other, flux line length IY is to be defined: 


m(D+2¢+2h, +h,, 
it = K (D+28 r) 
4p, 


; K,, ~(0.66-0.8) (7.118) 


Also, 
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IY = (D—2hp, —2h,)/4p, (7.119) 


Realistic values of K,, may be obtained through FEM or multiple magnetic circuit field distribution 
calculation methods [8,9]. 
The total pole flux in the rotor also includes the interpole leakage flux ®,, besides the airgap flux ®,,: 


(7.120) 


Recognize that not all the sections of the rotor pole encounter the entire rotor leakage flux ®,,, but the 
rotor yoke does. When calculating the dependence of leakage rotor flux ®,, on the mmf1/2 Fy; = F, 
(Equation 7.113), either analytical or numerical flux distribution investigation is necessary. 

However, as the tangential distance between neighboring rotor poles in air is notable, to a first 
approximation, we have 


®, = PF, (7.121) 
There are a few analytical approximations for P, (the permeance of the leakage interpolar flux) [6, 7]. 


Here, we use the similitude of the interpolar space with a semiclosed slot plus the airgap flux permeance 
known as zigzag (airgap) leakage [10]: 


Py = pho (Ap + Ap ) lpi (7.122) 


= Nosi 1 Nps 1 hy, 
Me (hats) 3 lbs a) 3 (tat ba) (7.123) 


2 580Ke/2b1 (7.124) 
5+(4¢,K, /2b,) 
Once the geometry of the rotor is known, all variables in Equation 7.123 and Equation 7.124 are given, 
and with F,, — the corresponding mmf (Equation 7.113) — also calculated, the interpolar leakage flux 
is obtained. 
Now for the rotor pole shoe, pole body, rotor yoke average flux density Byy 


2s » By B, calculations, the 
leakage flux has to be added to the airgap flux per pole: 


W/m By Tl, +Cp,°®,, 


ad 5 Cy, =03-0.5 

ps 3. ps 
Ip -(b, /2) 

1/n-B,,-t-1, +C, -®, 

BY = [%- Bat pi"; C,=0.75-0.85 (7.125) 

I -(W, /2) 
_ Ym: By 11+, 
15g yy 
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FIGURE 7.22 Rotor leakage flux permeance P,, calculation. 


with [,; equal to the total rotor iron length (Equation 7.81) and all other dimensions visible in Figure 
7.22. The coefficients C,, and C, account for the fact that only a part of the leakage flux adds in the pole 
shoe and in the pole regions. 

With the rotor flux densities known, the corresponding rotor mmf F,,, F,, and F,, per pole may be 
calculated. 

All the terms in Equation 7.112 may be calculated for given fundamental airgap flux density. 

Notice that the field pole mmf fundamental F,, is related to the field pole mmf (W/I)) poi. by 


Fo = Ky, -(W,1, ) (7.126) 


pole 


The translation of this mmf per pole into an equivalent stator mmf per pole F,, is as follows: 


3V2-W,-Kwi la 
Kg 


Fo = Fa ‘Kaa = (7.127) 
Tl: py 
Tv I Tv 
Ky=—~+—-sinj m2 | 3 08<K,, <1.0 (7.128) 
ad 
Tt Tt Tt 


The d axis magnetization reactance reduction coefficient (Chapter 4) accounts for the rotor saliency, and 
it is equal to unity for a cylindrical rotor. 

The whole open-circuit saturation curve may be calculated without any iteration by repeating the 
above computation sequence for ever-higher values of B,, until the no-load voltage E, reaches about 
130% of the generator rated terminal phase voltage. The acquired data also allow for the representation 
of the so-called partial no-load magnetization curves (Figure 7.23). 

The partial magnetization curves are generally used to calculate the rated field mmf at rated power 
and voltage and rated lagging power factor. The no-load magnetization curve is essential in designing 
and controlling autonomous SGs. 

The horizontal variable is either total field mmf F,, or the partial stator + airgap mmf, F,,, and, 
respectively, the rotor mmf F,, In addition, ®,, is the airgap flux per pole, 2®,, is the total interpolar 
rotor leakage flux, and ®,, is the total flux per pole in the rotor (®,, = 2®,, + ®,,). 
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91¢.017,20)1, % 


130 


OE) _ di(F 1) 
di e(Fio) 
(Ey) 

26,; — Interpolar rotor leakage flux 


jg — Polar airgap flux 
6) — Total rotor polar flux 


26,AF, ) 


Fir Fup Fro 
FIGURE 7.23 Partial no-load magnetization curves. 


The airgap flux ®,, is proportional to emf E, (Equation 7.105). So, in P.U. values ®,, and E, are 
superimposed in Figure 7.23. 


7.11 The On-Load Excitation mmf F,,, 


Calculating the on-load excitation F,,, per pole is essential in designing the SG in relation to field-winding 
losses and overtemperatures. 
Traditionally, there were two methods used to calculate F,,,: 


* Potier diagram method 
* Partial magnetization curve method 


The Potier diagram is meant for cylindrical rotors, while the partial magnetization curve method is 
necessary for the salient-pole rotor. What is needed in both methods is the rated armature mmf F,,, the 
rated voltage, and the leakage stator reactance x,. At this stage in the design, x, may be calculated. 

For now, we consider it known (in general, x, = 0.09 to 0.15 P.U. for all SGs and increases with power). 
The Potier reactance is as follows: 


Xp ~Xqy+0.02 P.U. (7.129) 


7.11.1 Potier Diagram Method 


The diagram in Figure 7.24 is drawn in P.U. with rated terminal voltage V,, as the base voltage. Also, the 
base field mmf corresponds to field mmf at rated voltage under no load. With the rated voltage along 
the vertical axis and the rated power factor angle, the phase of rated current is visualized. Then, with x, in 
P.U., the segment AB — 90° ahead of I,,, — the total (airgap) emf at rated load E, is found: 


E,= (tei H2-Xp HV, “SiN@ | (P.U.) (7.130) 


Then, the segment CD in the no-load saturation curve represents exactly E, and OD (the corresponding 
field mmf). — _ 

Now, we only have to add vectorially to OD the ED in phase with J,,, but with its value (in P.U.). 

F.,, is defined as the ratio between the stator pole rated mmf divided by the field mmf, with F,,, 
corresponding to rated voltage v, =1(P.U.) atnoload.  —__ 

Rotating OE until it reaches the abscissa give OF = OE= F,,, — the rated field mmf. 

It is well understood that the whole method could be put into algebraic form and integrated into a 
rather simple computer program that calculates first the no-load saturation curve by advancing in 0.05 
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No load 
saturation curve 


82 We Ky Ly 
an py (Fyo)v 
n 


Av — Voltage regulation 


OB = OB’ 


OE = OF 


F,, (rated field m.m.f.) 
“« | 


FIGURE 7.24 Rated field magnetomotive force (mmf) calculation. 


(or so) steps from zero to 130% of rated airgap flux/pole (or no-load voltage). This way, the graphical 
errors are removed to a great extent. 

The vectorial addition of field (OD) and armature (DE) mmfs per pole to reach the resultant mmf is 
implicitly valid only if the SG rotor has no magnetic saliency. Even the cylindrical rotor, with slots in 
axis q (only), to house the field coils, has an up to 5% saliency; x4, is Xqm = 1.05 under full load and rated 
power factor. 

For the salient-pole rotor, the saliency x,,, / Xqm = 1.3 + 1.5, and such an approximation is no longer 
practical. 

This is how the partial magnetization curve method becomes necessary. 


7.11.2 Partial Magnetization Curve Method 


Within the frame of this method, the partial no-load magnetization curves (Figure 7.25) are first deter- 
mined point by point up to 1.3 P.U. voltage or (flux). 


FIGURE 7.25 The partial magnetization curves method. 
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40 11°12 13 14 1.5 16 
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FIGURE 7.26 Saturation coefficients to account for cross-coupling magnetic saturation. (Redrawn from V.V. Dom- 
browski, A.G. Eremeev, N.P. Ivanov, P.M. Ipatov, M.I. Kaplan, and G.B. Pinskii, Design of Hydrogenerators, vols. I 
and II, Energy Publishers, Moscow, 1965 [in Russian].) 


It is well known that magnetic saturation and saliency produce an angle shifting between the resultant 
airgap flux and armature and resultant mmf. The cross-coupling magnetic saturation is responsible for 
this phenomenon (Chapter 4). In Reference [11], a rather lucrative procedure to account for this phe- 
nomenon is introduced. — 

Figure 7.25 shows the phasor diagram similar to Figure 7.24, with E, the rated airgap emf E, = OB’ 
= OB. To E, the unsaturated (straight line) ®,, (F,) retains the unsaturated B’C’ and saturated B’C” - 
stator plus airgap mmfs F,,,, F, 


rlu? ~ rls* 


FE B’ ri 
Ee (7.131) 
Fi ~=B’C” 


At this ratio, from Figure 7.26 [7], we extract the saturation coefficients K,,, Kp 
(Smax = &) and K{,, K:,, Ky for variable airgap (g,,,,/g = 1.5 — 2.5). 
Then, for rated armature mmf F.,,, (P.U.), Figure 7.24, a q axis equivalent armature reaction occurring 


an 


for saliency and saturation is calculated: 


K, for constant airgap 


Pea T (PLL Rok a (7.132) 


For Ej, , we read on the ®,, (F,,) curve the fictitious emf E,, = HH’. E,, is projected as BD along the 
leakage reactance voltage drop direction (AB). The direction OD corresponds to the q axis. The perpen- 
dicular from B to OD corresponds to the d axis. The perpendicular from B to OD touches the latter in 
F and OF = E, (resultant emf along axis d). 

To E,, on the ®,, (F,) curve, the mmf AC” = OM corresponds. 

The magnetic saturation corresponding effect is considered by an equivalent F,,, component [9]: 


: t 
tidg = Kya Kya" F,(P.U.)- sin ¥ + K, pee eee (7.133) 
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for constant airgap, and 


F T 
= K‘)-K,,:F,(P.U.)-sinW + Ki? -E,(P.U.)-cos¥ 
g 


s 
adq 


for variable airgap, with K,,, Ki; , K,, Kj from Figure 7.26. The angle Y¥ is the phase angle between the 
armature current vector and axis q in the d-q model. Equation 7.133 contains the influence of both axes 
along the axis d. 

With F, (P.U.) known (for rated point, Figure 7.24) and ‘¥ determined from Figure 7.25, Fy, is 
calculated and added to OM along the horizontal axis (F,, = MM). Adding the rotor interpole leakage 
flux per pole (2, = NN’), from the ®,, (F,,) partial magnetization curve, the rotor mmf contribution 
F,, = OO’, the total on-load excitation mmf is obtained as OR = F,,,. 

Corresponding to F,,, the voltage regulation Av (P.U.) is also obtained. The graphical procedure seems 
at first a bit complicated, but it may be acquired after one to two examples. Also, the procedure may be 
mechanized into a computer program including the calculation of partial magnetization curves. 

It may be argued that the whole problem may be solved directly through FEM. To do so, first, E, must 
be calculated (from Equation 7.122) and then airgap flux ®,, can be calculated with given (rated) stator 
current and assigned values of ‘Y, and then ®,, can be put into P.U. values. The FEM process can then 
be gone through again with new values of Y until ®,, (P.U.) = E,. The advantage of FEM is the possibility 
of additionally calculating the slot leakage inductance. In that way, only the end connection leakage 
inductance is needed in order to obtain an exact value of x,. 

Still, FEM seems practical only in the design refinement stages rather than in the general optimization 
design process, due to prohibitively high computation times and a lack of generality of results. 


Example 7.7 


Consider the no-load saturation curves in Figure 7.25 as pertaining to a real SG with a leakage 
reactance x, = 0.11 and a rated power factor angle @,, = 20°. 


Also, the no-load excitation mmf F,,,, that produces the rated voltage at zero load is as follows (from 
Example 7.5): Fj), = 18242 At/pole, SCR = 0.7. 


Calculate, for a salient pole rotor T, ‘ t = 0.7, g/t = 0.04, with constant airgap, the rated load 
excitation mmf in P.U. and in At/pole. 


Solution 


First, apply the Potier diagram method, despite the fact that SG has salient poles. From Equation 
7129, 


x)= Xy+0.02 =0.11+0.02 = 0.13 


The airgap emf at full load E, for V, = 1 (P.U.), i; = 1 (P.U.), is, from Equation 7.130: 


E,= Vi+0.137 -? 4+2-0.13-1-1-sin20 =1.0515 (P.U.) 
From Figure 7.24, at scale for E, = 1.0515, from the no-load saturation curve, the resultant mmf 
OD = 1.3 (due to magnetic saturation). 


Now, the rated armature F,,, is 


an 


Fo, _ 18242 
E,, =“ =——— = 26060 At/pole =1.35- Fo, 
SCR 0.7 
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So, in P.U., F 


an 


= 1.35 (P.U.). 


Finally, from Figure 7.24, solving for triangle CDF the total load field mmf F,,, = OE a OF is as 
follows: 


i= oo’ +DE +2-OD-DE-cose, = V1.3? +1.428? +2:1.3-1.428-cos20 = 2.68 (P.U.) 
The value of field rated mmf is, thus, 
F, = F 4(P.U.): Foy = 2.6818242 = 48876 At/pole 


As expected, no reference was made to the rotor saliency, as the Potier diagram method was used. 


Let us now turn to Figure 7.25 and consider that for E,, again, the mmf saturation ratio is as follows 
(Equation 7.131): 


This saturation ratio corresponds in Figure 7.26, for constant airgap under rotor pole, to 


K,, = 0.95, K, 


s Sq 


= 0.46, K, = 0.55 x 10° 


Now, for the rated mmf F,,, (1.35 in P.U.), the equivalent armature reaction allowing for saturation 
and saliency F* is as follows (Equation 7.132): 


F&=E 


i = F.,(P.U.)* Kyy Ky = 1.35 0.46-0.57 = 0.354 (P.U.) 


sq 
The values of K. 


iq and K,, are given in Figure 7.27 for constant and variable airgap under rotor pole, 
for given T, /T. 


For g/t = 0.04, t, /t = 0.7, K,q = 0.84, and K, 


= 0.57 (Figure 7.27). 


aq 


Qa Qa 
0.0 | | | , 0.0 P 0.0 
04 05 06 07 08 0.9 1.0 04 05 06 0.7 08 0.9 1.0 0.4 0.5 06 0.7 08 0.9 1.0 


FIGURE 7.27 K,,and K,, (saliency) reactance factors for various T,/T, Zinax/g and g/T values. 


ad aq 
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For Ff, = 0.354 , we read from the ®,, (F.,) the value of emf E,) = HH’ ~ 0.40 = BD. From triangle 


OBD, we determine point F (Figure 7.25); thus, E, = OF = OF’. For E, again, from ®,, (F,)), we 
determine point M, which corresponds to about 1.15 P.U. (Figure 7.25). 


With current angle ¥ to q axis known, we are now able to calculate from Equation 7.133 the cross- 
coupling global magnetic saturation effect mmf Fi,,: 


T 
td = Kya Kaa * F,(P.U.)-sin¥ + K, -F,(P.U.)-cos¥ 


: 2 1 
= 0.95-0.84-1.35-sin45+0.55-107 3 004. 1.3-cos45 = 0.7616 + 0.0834 = 0.845 


dq = MN along the horizontal axis in Figure 7.25, so the rotor leakage flux 2, = NN’ that 
corresponds to it is about 0.35. This value is equal to F’F” along the vertical axis (F’F” = 0.35) which, 


from the ®,, (F,,) curves, leads to a rotor mmf F,, = 0.30. 


Now, F,, is added along the horizontal axis as NR. 


The load field mmf is, thus, R,, =OR =OM + MN + NR =1.15+0.845+ 0.30 = 2.295. 


The obtained value (Equation 2.295) is different from (smaller than) that obtained with the Potier 
diagram method (Equation 2.68). The three no-load magnetization curves were not calculated point 
by point, so there is no guarantee of which is better. 


However, in terms of precision, it is no doubt that the partial magnetization curves method is better, 
especially as it accounts for cross-coupling saturation and the magnetic saliency of the rotor. 


7.12 Inductances and Resistances 


The inductances and resistances of an SG refer to the following: 


* Synchronous magnetizing inductances (reactances): L44(Xua)s Lag (Xaq) 
+ Stator phase leakage inductance (reactance): Ly (X,) 

+ Homopolar stator inductance: L, (H,) 

+ Stator phase resistance: R, [Q] 

* Rotor cage leakage inductances (reactances): Lp; (Xp,), Lg (Xqy) 

* Rotor cage resistances: Rp, Rg 

Excitation leakage inductance (reactance): Ly (Xp) 

* Excitation resistance: R, 


7.12.1 The Magnetization Inductances L,q, L4, 


Simplified formulae for L,,, L,, were derived in Chapter 4: 


(Kua -K;) I 
L, = L,:——— Xu =0 “L, 3 Xa = Xan 
id i+K% d 1 d d di V, 
(Kay*K;) i 
aq f n 
Lag = Ln 1+Ke Xaq =O)" Lag 3 Xag = Xam ’ Vv, (7.134) 
2 
t-1-(W,-K 
p, = So TEAM Kin) K, - from (7.107) 


m 
1 g-K, 
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I,, V,, are the base (rated) RMS values of SG phase current and voltage. L,, represents the airgap 
inductance for the uniform airgap machine. The airgap g in L,, expression is the minimum airgap for 
variable airgap under rotor poles. The saliency coefficients K,, and K,, are given in Figure 7.27. The total 
magnetic saturation coefficients K{, and K¢, are distinct from those in Figure 7.26, as the latter ones are 
in relation to the stator plus airgap part of mmf. 

Ky, and K;, are both dependent on stator current J, and the current angle Y with q axis; that is, on 
both I, = I; sin‘¥ and I, = I, - cos‘¥. Apparently, only FEM is precise enough for calculating K‘,, K;, family 
curves, as also pointed out in Chapter 5 on transients. When [,=0 (¥ = 90°), K(,) may be determined 
directly from the no-load saturation curve. But this is only a particular case. 

From the no-load curve, the magnetization reactances x, X,, in P.U. of the direct and quadrature 


(d—q) axes may be obtained directly from Figure 7.25 as follows: 


Xqq-i-cos¥ = DB 


_ (7.135) 
X,q°1-sin'¥ = FD 


As Figure 7.25 may be drawn (or translated in algebraic form) for any value of current i (P.U.) and 
power factor angle @,, the values of x,; and x,, for pairs of i, i, (ij = i+ sin'Y, i, = i+ cos‘¥) may be 
obtained for given voltage. From the same rationale, the required excitation mmf may be calculated for 
each situation, as can the power angle 6, = ‘¥ — 9. 


7.12.2 Stator Leakage Inductance L,, 


The stator leakage inductance of SG has four components, as it is the case for induction machines [10 ]: 


I 
Ly = Ly Be Ley as Lei oe La > Xy = @, : Ly 3 X= Ly "OO, 4 (7.136) 


n 


where 
L,, = the slot leakage 
L,, = the (airgap) leakage 
L,,, = the end connection leakage 
L,4 = the differential (harmonics) leakage 


Consider the two-layer winding with rectangular stator slots, which is typical for SGs (Figure 7.28). 
In general, shorted coils are used; thus, the currents in the upper and lower layer coils are dephased by 
Yx (in general, ¥, = 60° or zero). The angle Y, is zero in slots where the same phase occupies both layers. 


nd hy hg 
| th; hy 
in Icosh gy hey 
Fh, 
a h., Ws hy 
h 


FIGURE 7.28 Typical high- and medium-power synchronous generator stator slots. 
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As both yy = 0° and yy = 60° exist, an average of the slot geometrical permeance is to be used. L, may 
be written as follows [10]: 


wy 


Ly = 2Uo : a (Kec the + eg +2) (7.137) 


Pi 


with the slot leakage permeance ratio: 


4 3W. Ws Ws Ws 


SS SS SS 


2 
Ae = Ra a + fs + fas COSY x + le +(tcoer,) (fest) (7.138) 


When the number of turns per coil is different in the two layers (nz # n,,), Equation 7.138 may be 
corrected by doing the following: 


+ Replacing cosy, by Kcosy, with K = n,,/ng 
* Replacing number 4 by (1 + K)? 


For the zigzag (z) permeance ratio A,,, the so-called Richter formula is applied: 
sg-K./W, (38) +1) 


y F ‘ 
we ; = + =ccoil span ratio 7.139 
5+4¢-K,/W, y Py T : 


SZ 


It is sometimes inferred that the differential (harmonics) permeance ratio A,, is included in Equation 7.139. 
The end-connection permeance ratio A,, (for double-layer winding) is as follows: 


re 034-4 (I. —0.64-y) 5 y—coil span (7.140) 


1 


with J,.equal to the end-connection length per machine side. A few remarks are in order: 


+ The total geometrical (rather than iron) length of stator / was used, though it includes the radial 
channels length, to account for the “slot leakage” of coil parts corresponding to cooling channels. 
It is an overestimation, and better approximations are welcome. 

+ Alternative formulae for the z permeance ratio were proposed [11]: 


2 
2¢-K, 
i+ cf] 
eee Po 2S Kal 2 gt eke (7.141) 
2 Ww. ™ Ww. 


Expression 7.141 of 4,, produces large errors for small values of g - K-/W,,, which is not the case, 
in general, for SG. 

+ There are reasons to consider separately the differential harmonics permeance ratio A,,. For 
standard chorded coil winding [10], 


2 
sg 41-3 2 on. fu] 
21 T 


“OER. 124° 


(7.142) 


O a0 
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(7.143) 


It should be noticed that, as for induction machines (IMs), the solid rotor or the rotor cage may 
attenuate the differential leakage coefficient A,, and 6,,, “in exchange” for additional losses in the 
rotor under SG load. 

However, as the slot pitch is about the same in the rotor cage and in the stator, and the airgap 
tends to be large, this attenuation is limited. Values of attenuation factor of 0.8 to 0.5 might be 
expected in special cases. 

The end-connection leakage permeance A, depends much on the exact shape of end connections, 
their vicinity to iron (metallic) parts of the frame and to the stator stack end plate, and even on 
the value of field mmf (the power factor). 

Saturation of stator end core laminations that produces additional losses in the underexcited 
machine, also causes a reduction in the end-connection leakage permeance ratio A,,, due to induced 
current effects. And so do the currents induced in the neighboring metallic parts. 
Three-dimensional FEM was used to compute the end-connection leakage flux and losses in the 
end core and in the metallic parts nearby. The results seem satisfactory for the case in point but 
lack generality. 

The case of variable airgap above the rotor pole shoe further complicates the computation of both 
zigzag and differential leakage inductance. As usual, FEM is the solution for refined calculations, 
but in the preliminary design stages, the above formulae give results with 10% error, in general, 
and are fairly reliable. 


7.13 Excitation Winding Inductances 


As already pointed out in Chapter 4, when reduction to stator is performed, the mutual inductance 
(reactance) between the field-winding and stator phases, L,, (x;,), equals the d axis magnetization induc- 
tance, L,, (x,q). However, in the design and in the testing process, it is useful to first calculate the main 
and leakage excitation inductance, before the reduction to stator. 

The main field inductance L,, and the leakage field inductance Ly make up the excitation total induc- 
tance, as seen (or measured) from the rotor: 


Ly is simply as follows (as for L,,): 


W? td, a2 
2PiMo° ae 


— (7.145) 
f gKe-(1+ Ky) 
The stator reduction coefficient K;,, is 
5 ( Wek \( 4a \ 
K,=—-| ——_™ ‘Kad (7.146) 
2 | 2p,-W, T 


On the other hand, the actual mutual inductance between the excitation and armature windings, M,,, is 
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QUT; 
M pee WoW AR ya ee Os — (7.147) 
m-g-Ko-(1+Kq) 
The leakage excitation inductance L, also contains a few terms: 
Lq = 2, -Ho'W7 -ly-(Ap thy tre} (7.148) 


I, components have similar formulae as those derived for the stator. 
The slot leakage permeance ratio i, was calculated in Equation 7.138; d,;was calculated in Equation 7.139. 
The end-connection permeance ratio A,- is as follows [11]: 


Ang Tt 
he 2255" in| 142-2 (7.149) 
4 2b, 
with b,,, a,, from Figure 7.22. 

The reduction of Ly; to the stator makes use of K;, of Equation 7.146, while the P.U. translation is done 
by dividing to L, = (V,,/I, - @,): 


Ljg'T £°q° Ke 
3-Wo Kivi Kag+h,-t 


Now it is easier to add the differential component missing in Equation 7.148. The differential leakage 
is similar to the case of stator winding: 


ok 
ly 9 1p tly -| 22-1 7.151 
fl fl d t a ] ( ) 


Kj, was calculated in Equation 7.107 for constant airgap under the pole shoes. It is common practice to 
express the base inductance (reactance) L, (X,) based on the following approximations: 


V, =ty2- fr Wi Kyi Po (7.152) 


with 


Bay corresponds to no-load conditions at rated voltage. 


56/9 Wee Kya sk 
E= V2-Wi-Kun hs (7.153) 
Te: pi 


as 
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2 
3 W (Wk ® 
X,=—=0,:l,=— i (WiKi) ®c (7.154) 
n Pi Pi En 
By denoting F,,, as the airgap mmf requirement, 
B -K 
ig = BS (7.155) 
Ky, Uo 
The magnetization reactance x,4 and x,, in (P-U.) become 
Ky EF 
ay ae Sa (7.156) 
Kp, Fan 
K,, E 
Nag = (7.157) 
Kp Fen 


with x,,given in Equation 7.156, together with the airgap flux density B,, and linear current loading A, = 
3W - I,/(p, - ®), the airgap g may be found: 


2*Wo Kay: Kw. An: 
g= Ho ad W1 | 4*n T (7.158) 
Xaa' Kp Ke Bon 


This expression was used to size the airgap earlier in this chapter (Equation 7.67). 

Note that for the cylindrical rotor, the leakage inductance formula is similar to Equation 7.148, but 
instead of 2p, ‘Wy, it will be 2p,-Ny, ‘Wis where W,, is the number of turns per rotor slot, and Ny, is 
the number of field-winding slots per pole in the rotor. 

While the slot and zigzag permeances are straightforward, the end-connection permeance ratio A; is 
as follows: 


(7.159) 


Tt, = the rotor excitation slot pitch. 


7.14 Damper Winding Parameters 


The d and q axes damper winding leakage reactances xp, and xg, in P.U. have expressions similar to those 
of excitation (In) [12,13]: 


Kaa ty No -(1-Ky) 5 4 L08N2044 — Ky cosy). 
ik: 
(7.160) 


(1 24ae ke) 1+ BB Ra tet 419) 
I,-t-Kp 
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with Ap, equal to the end-ring permeance ratio. Complete end-ring presence is supposed: 


where 
D 


ring 


_ 3.32 


2.35-D, 


ring 


Ane ~* 
Tl 


= the average ring diameter 


8" (a+2b) 


a, b = the cross-section ring dimensions: a is radial and b is axial 


The zigzag and damper slot permeance ratios 17, and Agp are straightforward. 


For axis q, 


XQ = Xqi' 


with 


K 


aq yN> 


Ki. 40 
TNO Ain 


x{142-h0 i } 


N 


Kg=—-: 


where 0; = T,/T is the rotor pole span per pole pitch. 


Tl 


‘| cos N,Q, —K, cosa, + 


No (+ Ky) Kay! : 


on+n (1-0; 


) gk. 


gmax 


N, 


I,-t-Kg 


“OA, 


. ({ Nz 
sin} ——-Q, 
Oj 2 


Tl 


G#K,)=— {1 enol fe 
1 max 


Jo 


The damper cage resistance in P.U., rp and rg, are as follows: 


2 
6(W,-Kwi:Kaa) “Pp +N -(1- Ky) 


Li 


2 2sin(a,/2) 


OQ, 


°T 


lp = 


(2s 
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cos N,Q, — K, cosa, 


ioe 


] 


A var 


27-A 


ring” 


. 20 
sin’ ere 


x 
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(7.161) 


(7.162) 


(7.163) 


(7.164) 


(7.165) 
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2 
6(WiKwitKa) “Po-No J ly Oly - 
To = rae ie (1+ K,)+————*_x 
an ‘i 2M Ayjyg “sin? —* (7.166) 
x| cos N04 Ky cost (1-cosn.0)} 
2° Oy 
Note that for incomplete end-rings, in general, 
Xq =(2+3)xXp 3 Ray =(4+6)Rpy (7.167) 
where 
Pp = the damper cage resistivity (Qm) 
Abar = the damper bar cross-section (m7*) 
Aying = the end-ring cross-section (m7) 
The field-winding and stator resistances in P.U. are as follows: 
2 
Re BIW Ra Ky WwW. 
Tr = 2 : | ) > R; = Poor ly “A ; “2D (7.168) 
b (x: p. Wy Ky) cof 
where 
R= the actual field-winding resistance (Q) 
W, = Np + W;, for the cylindrical rotor 
I, = the average field turn length 
Aggy = the field turn cross-section 
R Lot’ W, 
r= > R=p,-W, =k (7.169) 
X, cos “A 
where 


1. = the turn length 

A.,; = the stator turn cross-section 

K, = the skin effect coefficient (to be determined in the paragraph on losses) 
a = the stator current paths number 

W, = the turns/path 


7.15 Solid Rotor Parameters 


Cylindrical rotors are built of solid iron, and for some salient-pole SGs, solid rotor poles may also be 
used. The solid iron of the rotor acts as a damper cage with variable resistance and inductance (reactance). 
The solid iron parameters depend on the frequency of induced rotor currents — Sf, for the fundamental 
and 2f, for the inverse components. 
The presence of field-winding slots in the solid iron poles makes the d and q axes equivalent parameters 
of solid iron dampers different from each other and difficult to calculate. Comprehensive analytical 
formulae with widespread acceptance for rp, fg Lp» 1a for solid iron poles are not yet available, but 


Xp ~0.6-tpy 5 Xqy = 0.6- Tey (7.170) 
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FIGURE 7.29 Solid iron rotor eddy currents trajectory in axis d. 


The trajectory of eddy currents induced by the mmf space harmonics (Figure 7.29) and stator slot 
opening airgap conductance harmonics or during transients depends on the pole pitch of the respective 
harmonics, the frequency as “sensed” by the rotor currents, and level of flux density in the rotor solid 
iron body. 

For the mmf fundamental only, the frequency of rotor-induced currents is Sf,[S = (@, — ,)/@,]. 

The depth of field penetration for a traveling wave with pole pitch T is as follows [10]: 


5, = Real (7.171) 


2 


Tt . Sf; 
— | + Jur O pe 20 —— 
23 JM eS F K, 


K, takes into account the conductivity reduction due to the eddy current tangential closure [10] — the 


so-called transverse cage effect: 
fn( by / by 
T 2-n T 2-n 


n is the number of solid iron rings put together axially to form the rotor. 

The iron permeability U,, is “dictated” by the “steady-state” conditions. So, the procedures used to 
calculate the magnetic saturation curves and rated excitation mmf also yield at least an average value for 
l,,. To a first approximation, on the rotor surface, the flux density is, in general, around 1 to 1.2 T in the 
unslotted region and 1.5 to 1.8 T in the slotted region of cylindrical rotors. Magnetic saturation leads to 
a decrease in [l,, and, thus, to a larger field penetration depth. That is, to a smaller equivalent resistance. 

For an unslotted rotor, the solid iron resistance reduced to the stator is as follows [10]: 


(7.172) 


2: 
_6(WiKwi) bi Kr ty = Ros (7.173) 
Ore Py TH, Xs 


Rp; 


We may, to a first approximation, consider Rp, = Rg, and allow for the airgap leakage: 


Xp, * Xg, 0.6 fp, + 0.035 (7.174) 


7.16 SG Transient Parameters and Time Constants 


The d axis transient reactance xj is as follows: 
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1 
xj = X4+>—- (PU) (7.175) 


x), = Xp +——_._ (PU) (7.176) 


x7= Xt (P.U.) (7.177) 


For the q axis, xj is 


1 
x? = x. + (PU) (7.178) 


Xaa t+ Xp 
Ty = ———~ (seconds) (7.179) 


Yr ‘On, 


The transient short-circuit d axis time constant Ty is 


, 


Tj = T; ae (seconds) ; xy = XytXqq (7.180) 
d 


The d axis damping time constant T,, with open stator and short-circuited superconducting (r; = 0) 
field circuit, is 


, 


f= ui (seconds) (7.181) 


The subtransient d axis time constant T,’ is as follows: 


u” , u” 


Ty=Tp- ed oD Sd (seconds) (7.182) 


, , 
Xd Tp * QO, Xa 


If the q axis damper winding is considered in isolation, its time constant Tg is 
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Xo t+ Xq, 
To = el (seconds) (7.183) 
TQ °O, 


The subtransient q axis time constant (the stator and the field windings are short-circuited and 
superconducting) 7,” is 


1 Oe (in seconds) (7.184) 
Xq (x. + Zag | ue) n 
The negative sequence reactance x, is 
K+ x” 
x)= — (7.185) 


or 


Xy =f xq x7 (7.186) 


depending on whether negative sequence voltages or currents are present in the SG stator. 
The time constant T, of the stator currents when all other windings are superconducting and short- 
circuited is as follows: 


2x". x” 
a (7.187) 
r(x + x7)-@, 


All the above parameters appear in the sudden short-circuit time response. As the sudden three short- 
circuit is used to measure (estimate) the above parameters, their expressions, as derived in the previous 
paragraph, serve for checking the design accuracy and predicting the SG transient behavior. 


7.16.1 Homopolar Reactance and Resistance 


The homopolar sequence (Chapter 4) does not produce interference with the rotor in terms of the 
fundamental. However, it produces a fixed (AC) magnetic field in the airgap with a pole pitch T, = 1/3, 
similar to a third-space harmonic. So, ACs are induced in the rotor cage through this AC third-harmonic 
field. In general, this effect is neglected, and the homopolar reactance x, is assimilated to a stator leakage 
inductance calculated with slot total currents either zero or twice the coil homopolar mmf: 2n, - I,. This 
is so, as homopolar currents in all phases are the same. To a first approximation, 


x, ~ x4 for diametrical coils 


y (7.188) 
Xo = afi } x, for chorded coils 
Tv 


More complicated expressions are found in the literature [6]. 
It is evident that Equation 7.188 ignores the damping effect of rotor damper-induced currents produced 
by the homopolar stator mmf. In such conditions, the homopolar resistance r, = r,. 
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Example 7.8: The Transient Reactances and Time Constants 


A designed salient-pole SG has the following calculated parameters (in P.U.): r, = 0.003, r; = 0.006, 
Xaq = 1.5, Xqq= 0.9, Xy = 0.12, Xq = 0.15, Xp, = 0.04, XQ = 0.05, rp = 0.02, and rg = 0.022. 


Calculate the transient xj and subtrasient reactances xj, x7, then x 2 in P.U. and the time constants 
Tj, Ti’ , Ty’ » T» Tp in seconds for ®, = 21 - 60 rad/sec. 


Solution 


From Equation 7.175, the subtransient d axis reactance x/, is as follows: 


1 1 
x4 = Xgt [= 0.124 ——— = 0.25636 PLU. 


1 1 
xv=xgt =0.12+ = 0.1509 P.U. 
fre ties A | 1 
a eS 1.5 0.04 0.15 


1 1 
x= xy = 012+ = 0.16736 P.U. 


xa+Xx7 0.1509 + 0.16736 
2 2 


xX ,= 


= 0.15913 P.U. 


or 


x, = 4[x7- x77 = V0.1509 0.16736 = 0.158917 P.U. 
The time constants are calculated from Equation 7.180 through Equation 7.184 and Equation 7.187: 


rap. 415-015 0.25636 
“"T x4 0.006-2n-60 (1.5+0.12) 


= 0.115 (seconds) 


1 1 
Xp + >——— |_| 0.054 ———__ 
OM Xa tY Xq ] asin] 
Tp = = = 0.024716 (seconds) 
Tp, 0.02 -27- 60 


” 0.150 
Ae NODATIb Sn 


T%=T, 242 
> x! 0.25636 


= 0.01458 (seconds) 
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2 (xa + 2, xe i (0.05+0.9) 0.1676 


1 fq®,  X_ 0022-20-60 0.9 


= 0.02133 (seconds) 


Dx x 0.1509 - 0.16736 
(x7+x)-@,, 0.003 0.15913. 21-60 


= 0.140 (seconds) 


The total no-load excitation time constant T; (Equation 7.179) is as follows: 


Xad + Xp —  15+0.15 
rp On, 0.006 - 27-60 


Ty = = 0.7254 (seconds) 


7.17 Electromagnetic Field Time Harmonics 


In order to perform well, when connected to the power system, the open-circuit voltage waveform has 

to be very close to a sine wave. Standards limit the time harmonics, traditionally through the so-called 

telephonic harmonic factor (THF): 5% up to 1 MW, 3% up to 5 MW, and 1.5% above 5 MW per unit. 
Today, “grid codes” specify total harmonic distortion (THD) to 1.5% for SGs in near 400 kV power 

systems and 2% in near 275 kV power systems. There are proposals to raise these limits to 3% (3.5%). 
To analyze possibilities to reduce emf THD, let us start with its expression: 


£=0,-) Ky,-We-® 


v=l 

2 7 

®, =—-— 
TV 


_ _ sin (vn/6) (vy a 
Ki = Kak = tory 8 : 4 


By; (7.189) 


For fractionary q windings, 


q=bt+c/d=(bd+c)/d 


sin(vm/6) (7.190) 
ed (bd+ c)-sin(vm/6(bd+ c)) 


So, the harmonics occur in the airgap flux density (B,,) first. 
They may be reduced by the following: 


* Adjusting the ratio of rotor pole shoe span t, per pole pitch t: @; = T,/T in salient pole rotors 
+ Varying the airgap from g to g,,,, from center to margins in the salient pole rotor shoe 
* Adjusting the large (central) tooth t, per pole pitch t ratio in nonsalient pole rotors with uniform 
airgap 
The form (harmonics) coefficients in the excitation airgap flux density for constant airgap are as 
follows: 
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7-60 
4, T, 2 : 
Ky = anf P. } salient poles (7.191) 
T:V tT T&T 
tT, 2 
cof v2) 
4 T OT : 
Kye nonsalient poles (7.192) 
n-v ae 
j-v-—-— 
tT T&T 


It seems that the minimum of harmonics content 


SR ; 
val aS (7.193) 


caused solely by the airgap flux density harmonics, is obtained in the first case (salient poles) for a, = 
Tp : Pee 
— = 0.77 — 0.8. However, these large values produce too large an interpole excitation flux leakage, and 
T 
Q,; ~ 0.7 is practiced, although occasionally larger. 
For the nonsalient poles, t,/t ~ 1/3 seems adequate, but the precise ratio t,/t may be used to destroy 
a certain harmonics v: 


(7.194) 


As even harmonics do not normally occur (all pole geometry, airgap, and excitation coils are identical), 
the harmonics of interest are v = 3, 5, 7, 9, 11, 13, 15, 17, 19, .... The first slot-opening-caused harmonic 


pair v. = 6q + 1 may also be the target, especially with integer q < 5. 
For salient pole machines, the airgap may be varied ideally as follows: 


)= a (7.195) 
cos p,0 
For such a case, 
2 | sin(v-lja,7a/2 sin(v+l)a,7/2 
( emis ( ae (7.196) 
v 


(Ky) son pare v-1 


A notable reduction in the fifth and seventh harmonics is obtained (Table 7.2). The augmentation of the 


third harmonic is not a problem in a three-phase machine. 


TABLE 7.2 Airgap Flux Density Harmonics (a, = 2/3) 


Kn Kp Kp Ky 
Constant gap 1.105 0 0.221 +0.158 
0.941 0.137 0.137 +0.069 


Inverse sine gap 
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In reality, airgap variation under pole shoes is caused by lower radius rotor pole machining. FEM 
should be used to quantify the “exact” effect on airgap flux harmonics. 

The next step in reducing emf harmonics is the proper design of the stator winding. One solution is 
the reduction of K,, and K,, for key harmonics. 

An increase in integer q above five does not produce a notable decrease in (K,,)y>;, not to mention 
K,;, which is almost independent of q and large (around 0.67). But, q = 2, 3 produces significantly higher 
harmonics. The worst situation, Kj, = 1, takes place for the slot harmonics v, = 6K, +1. 

Raising the order of the first slot harmonics implies larger integer q (q 2 5) or fractionary q = b + c/ 
d = (bd + c)/d. In this case, the first slot harmonic is v, = 6 (bd + c) +1. 

One more way to reduce the emf harmonics is to cancel (reduce) the fifth and seventh harmonics by 
chorded coils two-layer windings: 


inl v-2-Z}-0 (7.197) 
12 


ts K,-n (7.198) 


For y/t = 0.833 = 5/6, the best reduction of fifth and seventh harmonics takes place: 


K, = sin [sos] = 0.256 
2 


y 


K, =sin [7-08-2] = 0.2624 


A coil chording of about 5/6 may be obtained easily with a large q. 

The third harmonic has to be kept below 5% of the fundamental to avoid false tripping of relays for 
differential protection when an SG is connected or disconnected to a bus bar, with both systems earthed 
to allow for triple-frequency currents to flow to the ground through neutral points. 

It should be mentioned that the stator mmf harmonics due to the location of stator coils in slots 
produces mmf harmonics of orders v = 6K + 1, that is, -5, +7, -11, +13. These space harmonics do not 
produce time harmonics in the emf, but produce additional losses in the rotor. This is why they have to 
be reduced through increased or fractionary q. 


7.18 Slot Ripple Time Harmonics 


In certain conditions, the airgap permeance variation due to slot openings may produce higher harmonics, 
known as slot ripple, in the open-circuit emf wave. 

The stator slot opening airgap magnetic permeance in interaction with the field mmf fundamental 
produces the slot ripple emf effect (Figure 7.30): 

The excitation (rotor) mmf fundamental F,, with respect to stator, is written as follows: 


F,, (9, ) = Frm sin(p; 8, —@, -t) (7.199) 


The airgap magnetic conductance variation is 
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Zero stator current 


Se 
Rotor pole 


FIGURE 7.30 Slot-opening permeance variation-caused flux density pulsations. 


A. .< 
=——— -sinv,N,0, (7.200) 


: (7.201) 
= ——~— Frain -{cos| (viN, - p:)9, +p -o-t |-cos| (v,N, + p,)®, —pP -o-t]} 


For v = 1, the first airgap permeance harmonic is considered, while for v, = 2, the second one comes 
into play. Both are important. 

If the rotor damper bar pitch T, corresponds to a division of circle by N, — p, or N, + p,, then the 
currents induced by the flux density pulsation due to v, = 1 in the rotor bars are zero. This is why T, = 
tT, (stator slot pitch = damper bar pitch) produces good results. 

In addition, with a complete end-ring, rotor-damper-bar-induced currents may flow between adjacent 
poles if 


N 
“£+1=2K,+1 (7.202) 


Pi 


That is, when N,/p, is an even integer number, there will be induced currents in the rotor bars, due to 
stator slotting, between poles. These rotor-bar-induced interpolar currents produce their own mmfs: 


Fa=Kua ‘[ cos( p,8, - v,N.ot) - cos( p,0, + v.N,ot) | (7.203) 
This mmf produces its own reaction flux density in the airgap: 
Bn=Kya [cos(p,8, -(v.N,+ p,)ot)- cos( p,9. -(v,N,- pot) | (7.204) 


It is now clear that this density produces emf time harmonics of the frequency f’: 


f= 2 (us 1] (7.205) 


To avoid that such time emf harmonics would, in turn, induce pole-to-pole currents in the rotor cage, 
we need to fulfill the following condition: 
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v.N 
Pi 


1 
+41=2K, 45 (7.206) 


Such a condition may be met by displacing the groups of bars on each pole from the center line such 
that the displacement of cage bars between adjacent poles should be 1/2 stator slot pitch. 

Now, if the N,/p, ratio is an odd number, the condition in Equation 7.206 is fulfilled automatically. 
This is not so for the second slot harmonic (v, = 2) when 2N,/p, is equal to an even number. 

With W,/g, > 2 and W,/W,> 1.5, the second permeance harmonic may be large. To avoid the slot ripple 
mmf for v, = 2, this simply means that in choosing the rotor bar pitch T, should be half the stator slot 
pitch T,. As this would seem to be too many rotor bars, skewing the stator slots by one half might be the 
solution. 

Fractionary q tends to eliminate slot ripple influence on the mmf, with 7, = T,. 

Note that while the above rationale produces intuitive suggestions to reduce emf time harmonics, their 
verification is now possible using FEM. 


7.19 Losses and Efficiency 


Four main categories of losses occur in SGs: 


+ Winding (copper) 

* Core (iron) 

* Mechanical 

* Brush-ring electrical 


The winding (copper) losses include stator winding losses and excitation losses (plus exciter losses if 
the exciter is mounted on the SG shaft). 

Core (iron) losses include the stator core fundamental (50[60] Hz) hysteresis, eddy current losses, and 
additional core losses. 

Additional core losses are produced by the field winding mmf (under no load, also): 


* On the rotor surface 
* On the stator end laminations stacks, in the tightening plate, and, by the stator mmf space 
harmonics, again on the rotor core surface 


Another way to classify the electromagnetic losses is to consider them as no-load losses and short- 
circuit losses (at given current). Such a division of losses corresponds to practical tests on SGs, where 
such losses may be measured. 

Despite the fact that there are notable differences between short-circuit and full load in terms of 
magnetic saturation, the combination of no-load and short-circuit losses proves to be adequate in 
industry. There are approximate analytical expressions to calculate the various components of no-load 
and short-circuit losses that have stood the test of time in industry. In parallel, FEM was recently applied 
to calculate various components of losses in SGs. 

At least for rotor surface losses, it was recently proved that analytical methods [14] correlate very well 
with FEM results [15]. 


7.19.1 No-Load Core Losses of Excited SGs 
The no-load core losses of SG consist of the following: 


+ Fundamental stator core hysteresis losses, p,, 

+ Eddy current losses, p., 

* Additional rotor pole shoe losses, p,., 

+ Additional stator core losses in the lamination stacks D,r019 
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There are also additional “core” losses in the stator tightening end plates or pressure fingers and in the 
axial stator bolts that tighten the stator stack, but these are relatively smaller in a proper design. 
The fundamental stator core losses P;,,) are as follows: 


f f 2 B 2 
Preio = Ph + Pedy = Kyo 5) Kure { 5] (2) ‘G (7.207) 
where 
Pho and p,7, = the specific hysteresis and eddy current losses in 1 kg of lamination at 1.0 T and 50 Hz, 


respectively 
G = the weight of laminations material 


As known, the flux density B is far from uniform in the stator teeth or yoke. Still, an average has to 
be considered in Equation 7.207. Even Equation 7.207 is a bit impractical, as it needs separation of 
hysteresis and eddy current losses, which is not directly available in single frequency tests. 

So, in general, 


ar B ay 
Prew ~ Pio {{] {2 ‘G (7.208) 


where the coefficients a,and a, may be found from curve-fitting the losses for a wide range of f (frequency) 
and B values. 
Considering a uniform flux density distribution in stator teeth and yoke, the total stator core losses 


are as follows: 
f 13 B 2 B 2 
(Pan), = po-{ 5] x, 2] GK | @ (7.209) 


B,,/30 is the tooth flux density at 30% slot height. 

K,, and K,, are empirical factors allowing for loss augmentation due to machining the laminations 
(K,, = 1.3 — 1.6, K, = 1.8 — 2.4). G,,, G, are the stator yoke and teeth weights. Finally, p,, is the specific 
loss (in watts per kilogram [W/kg]) at 1.0 T and 50 Hz. 

When FEM flux distribution is calculated, it is possible to consider the instantaneous values of flux 
density in each volume element and to add up the losses in these elements. Still, as the machining factors 
are so important, FEM results in core losses have not yet produced spectacular results in terms of precision 
over analytical expressions that were corrected over time, based on industrial experience. 

Though it is known that for the same frequency and flux density, the specific iron losses (in W/kg) 
differ in AC and traveling fields, and p,, is still obtained from AC field measurements. At least in the 
stator yoke, the field is mainly of traveling character. 

One more question remains here: is it worth it and how do we consider the traveling field and AC 
field loss regions when determining the stator core losses? 

The rotor surface no-load losses p,,, are produced by the field-current-caused airgap flux density 
variation on the rotor pole surface due to stator slot openings. 

The frequency of currents induced on the rotor surface is f,, = N, - , where n is the rotor speed. To 
reduce these losses, the pole shoes are made, whenever possible, from 1 to 1.8 mm thick laminations. 

However, in turbogenerators and in high-speed hydrogenerators, the rotors are made of solid iron. In 
this case, large airgap g per stator slot opening W.,, ratios (g/W,, = 1) are adopted to secure low flux density 


pulsations due to slot opening, and thus, moderate pole surface losses result. 
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FIGURE 7.31 Excitation flux lines in the end stack of the stator. 


Though the situation differs to some extent in salient pole, in contrast to cylindrical pole, rotors, 
general analytical expressions were produced: 


Ppxo = 0.232 10°A[ (Ke, -1): Bey Ts ] 2D. A pole (N, ‘n)- (7.210) 


where 
A = the lamination thickness in the pole shoe [m] 
K,, = the stator slotting Carter coefficient 
B,, = the no-load airgap flux density [T] 
t, = the stator slot pitch [m] 
Apoie = the rotor pole shoe area [m?] 
N, = the number of stator slots 
n = the rotor speed in rps 


This expression is hardly valid for solid rotor poles, when the depth of field penetration is not only 
dependent on the frequency (N, - 1) but also on flux density level (due to magnetic saturation). 

As the stator mmf space harmonics also produce eddy currents on the surfaces of rotor solid poles, 
we will treat this case in the paragraph on short-circuit (load) losses. 


7.19.2 No-Load Losses in the Stator Core End Stacks 


As seen in Figure 7.31, a part of airgap excitation flux paths closes through the rotor pole tightening 
plates. If the latter are long enough, the flux lines meet the end-stack laminations in the stator at 90°. 
Consequently, the lamination effect does not work anymore, and considerable iron losses are produced 
in the end stacks. Stepping the airgap in the end stack reduces these losses to some extent. 

Considering that the stator and the rotor surfaces are magnetically equipotential, the flux densities 


Bj, By, By, corresponding to the airgaps g;, g,, g, are as follows: 
‘K, 
By = By 2— 
& 
By = By 2 (7.211) 
§2 
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The airgaps g,, g,, g, are considered half-circles; thus, their lengths are straightforward if the width of 


end-stack step length a/n is known: 
[B2,+4B°, +B 
B,, =,/— = = (7.212) 


An average axial flux density B,, is 
The approximate (classical) formula for the end-stack losses in the teeth zone is 


142x107 2 
Peso = —-(B,, Waa) 1G; (7.213) 


Plam 


W,, = the width of stator teeth — an average of it. 

The teeth may be split in the middle radially, and then W,, = W,,/2; thus, the end-stack core losses are 
notably reduced. The lamination resistivity p;,,, = 0.5 x 10-° Qm and increases with temperature. 

The total no-load core losses pz, are as follows: 


Preo = Preio + Pps + Pezo (7.214) 


7.19.3 Short-Circuit Losses 


The short-circuit losses contain quite a few components. The first one is the stator winding loss. 
The stator winding (upper) AC resistance loss is as follows: 


Po, =3(R.) .-Kr-T (7.215) 


The coefficient Kp > 1 accounts for the frequency (skin) effect on stator resistance. 

By design, generally, K, < 1.33, even in large power SGs. In large power SGs, to keep Kg less than 1.33, 
Roebel bar single-turn windings are used. In Roebel bars, the single turn, divided into many elementary 
conductors in parallel, uses its transposition along the stack length such that all of the divisions occupy 
all positions within the turn location; thus, the circulation currents between elementary conductors is zero. 

With the circulating currents made zero through transposition, the skin effect coefficient Kp is the 
same as that for the elementary conductors in series (same current in all): 


Kro -o(@) id we) (7.216) 


sinh 2€ + sin 2E sinh 2—sin 2 
= §-—_2>—__ 5 ¥(€) = 26. —____— 7.217 
o( ) cosh 2E — cos 2& (§) $ cosh 2E — cos2& ( ) 


b 
&=a-h; a= Rf Vo Go Tr 
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where 
b, = the elementary conductor width per layer in slot 
n, = the number of layers in a turn 
h, = the elementary conductor height 
Ty = the copper electrical conductivity 


For two-layer winding with chorded coils: 


(ni (5+ 3cosB)—8) 
24 


Kx =9(&)+ #(E) (7.218) 


B= a is the coil span angle. 

With some slots hosting the same phases and some different phases, a kind of average value for Kg, 
has to be calculated. Notice that for the slots hosting the same phase in both winding layers, the number 
of elementary conductor layers is 2n, in Equation 7.216. 

The skin effect tends to be much smaller in the end connection, and even without transposition in 
this zone, the skin effect coefficient is smaller than that in the stack (slot) zone. 

To secure Ky, < 1.33, the radial size h, of the elementary conductor in the Roebel bar has to be limited. 

With the usual number of elementary conductor layers , going up to 12 and even more, & has to be 
smaller than unity € < 1. 

For this case, 


2 
Kra a4 6 -@ for single-layer winding (7.219) 
and, respectively, 
7{5 1 4 cries 
Kyq =1+n; - meet 34 0088 -€° for double-layer winding (7.220) 
where 
©. = 4.8 «107 (Qm)" 
f= 60 Hz 
b,/W, = 0.64 


Q= [r “fo Ooo a = Vn-60-4.8-107 -1.256-10°° -0.64 = 85.26 (m)" (7.221) 


To limit K,, to 1.33, it may be demonstrated that the maximum elementary conductor height h, is as 
follows [10]: 


oe (7.222) 


The total Roebel bar copper height is 1, - h,: 
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ny Ity = Age ~15 mam X 4/7 (7.223) 
For example, for the number of elementary conductors, n, = 16 per bar, h,,,= 15 mm x 16 = 60 mm, 
and h, = 15/4 = 3.5 mm. 

With two layers in the windings, the total copper height is 2h,,, = 120 mm. Considering all insulation 
layers, the total slot height could reach up to 200 mm. As slot width W, < (30 to 40) mm, it means that 
the usual h,,,/W, < 6.5. 

Most practical cases can be handled by Roebel bars up to highest power per unit (1500 MVA at 28 kV 
line voltage). 

In reality, the number of elementary conductor layers may be increased to 48 when their radial heights 
go down to almost 2 mm, so even deeper slots may be allowed, once conditions (Equation 7.222 and 
Equation 7.223) are met. 

Note that there are many other formulae corresponding to cases different from Roebel bar (charac- 
terized by the zero circulating currents). For example, in the literature [6] for the skin effect losses per coil, 


bar 


np -&? 


Kea 


-n2 for bottom coil side (7.224) 


7.n2-.&? 
Krag = THe ag for top coil side (7.225) 


where n, is equal to turns/coil (n, = 1 for single turn/bar coils). 
Besides this, there is an extra loss coefficient due to circulating current K},: 


pee om Bs 2 
Ki.= ee Ve (7.226) 


with C, equal to insulated strand height/bare conductor strand height. Also, 


fig 


b, = =. (7.227) 


where 
1 = the total stator stack length 
1/2 +n, +1. = half the cooling channel length 
lec—end = connection coil length per machine side 


There is no transposition in multiturn coils (n, > 1), and then K,,,,,, = 1. 

For two-turn coils (semi-Roebel transposition), Kyran = 0.0784. 

As expected for full Roebel bar transposition, n,= 1 and K,,,,,, = 0, as discussed earlier in this paragraph. 
The total skin effect coefficient Kp, is as follows: 


Kp =1t+ Ky tKe (7.228) 


7.19.4 Third Flux Harmonic Stator Teeth Losses 


The third harmonic in airgap flux density, caused jointly by the stator mmf, magnetic saturation, and 
the field-winding mmf, produces extra iron losses in the stator teeth. 


© 2006 by Taylor & Francis Group, LLC 


Design of Synchronous Generators 7-69 


An approximate expression of these losses p;,; is as follows: 


f 2 B 1.25 
Pres ~107% po{ £] {*5] Gy (7.229) 
where 
Pio = the core losses (W/kg) at 1.0 T and 50 Hz 
G,, = the stator teeth weight 
B,_ = the third harmonic of airgap flux 
To a first approximation, only 
B 
B= (Ba)je (AgpXy41.3A5, *Xaa) (7.230) 


A 


where 
(By )ay = the average flux density in the stator teeth 
A;, = the third harmonic of stator mmf per pole (A/m) 
A, = the third harmonic of field mmf per pole (A/m) 
A,, = the fundamental of stator mmf per pole (A/m) 


Still, the magnetic saturation produced third harmonic, in phase with the fundamental, is not included 
in Equation 7.230. Also, the third flux density harmonic may be damped by the currents induced in the 
rotor poles or in damper windings. This attention of B;_ is not considered either. 

The slot opening airgap permeance harmonics in the airgap flux density, now produced by the stator 
mmf, cause rotor surface (and cage) losses p,.. (at rated current): 


2 
, 1 2p 
= K’.| ———__ .-———.- : 7.231 
P pss (aay N, sa] P ps0 ( ) 


where p,,, are the same losses but are produced by the excitation mmf (at no load): K’ = 0.31; for Smnax/ 
g= 150.2 for g,,,,/g = 1.5; 0.15 for gina/g = 2.0; 0.12 for g/g = 2.5. The fifth, seventh, eleventh, thirteenth, 
and so on, stator mmf space harmonics produce the losses: 


2 
a _ 21 Xad P . 


where 
q = the slots per pole per phase 
K,, = the Carter coefficient due to stator slotting 
K,, (depending on coil chording) = shown in Figure 7.32 


In Reference [15], a more exact analytical approach, now verified by FEM and by some experiments, 
is given for the no-load and on-load solid rotor surface losses: (Py. Pose Poss): 
We will deal with this approach in some detail here, as it seems to be notable progress in the art. 


7.19.5 No-Load and On-Load Solid Rotor Surface Losses 


A two-dimensional multilayer field theory was used to develop an analytical formula for solid rotor pole 
losses in SGs [14]. The losses per unit area of rotor solid pole are as follows: 
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FIGURE 7.32 Coefficient K,, in Equation 7.232. 


7 B a iO re 
ee ae ‘Ry (7.233) 


Ap 4. Re(y |) 


where B,,, is the first harmonic oscillation flux density in the rotor solid pole. It is a function of airgap 
no load such as flux density pulsation, B,1o,: 


mg 2u-g 


(1-1, )e Hs (un —1)+(1+p,,)e * (ur +1) 


Bap = Bao’ 
amg t, e . 
(I-p,s)e. o ee i +(1+p,s)e = 7 i (7.234) 
Baroy = O° Br 
with 
2 
f-(] = J Ope 2M: fey Wo“Vrab (7.235) 


The relative permeabilities ,,, [1,, refer to rotor pole, and, respectively, to stator core for B,.,. In fact, 
Bay replaces B,,o, in Equation 7.234 to account for rotor-pole-induced current damping effect. 
The ratio K, is the so-called harmonic factor: 


2 2 
B 1 [ Ba, 
=| 2 by | =sver (7.236) 
Baop v=1 Jv B, 


o, = the flux density oscillation factor (Figure 7.33) 
B,, = the mean flux density in the airgap over one stator slot pitch 
fy = the electrical frequency of induced currents 


Bop = the peak value of the vth harmonic flux density at the rotor pole surface 


where 


Typical values for K, are shown in Figure 7.34 [15]. 
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FIGURE 7.34 Harmonic factor K, vs. slot opening/airgap (W,,/g) and slot pitch W,/T,. 


Still, in the inverse of depth of penetration formula (y, in 7.235), there is the unique relative perme- 
ability of iron L1,,,, to be determined iteratively from 


H, “Ho “Ly ab = 5-(085-Bap) 1, 


(7.237) 


1 
Ho: Hy,ab 


So, the value of p1,,,(K) is calculated for 0.85 B,,,, for a given value of B,.o,, With this value, from the 


magnetic material curve B,/H,, introduced in the right side of Equation 7.237, a new value U,,.,(K + 1) 
is obtained. After a few iterations, with some under relaxation, 


ap K + 1) = Map (K ) + Ky, [an (K + 1)- L<o(K) | 


K,, =0.2+0.3 


(7.238) 


Sufficient convergence is obtained. 
It was also shown that the ripple loss per unit area of solid rotor is proportional to the following: 


Pps 


Aps 


= Bap te fa Kr Vor (7.239) 
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As the tangential field in the rotor pole dominates, the saturation effect is represented by 


1 
: Jr fa "Ore “Ho “Ur ,ab (7.240) 


H, -fbto “Ye ab = af fas O re *T, “Bap = Sp 


T, 
0.85: Bap “On = Uo "Ur ab * A 


In general, the ripple loss per unit area of solid rotor increases linearly with S, [15]. 

It is recommended here to check, whenever possible, the flux density values in the airgap and in the 
solid rotor via FEM eddy current software, in order to secure, by fudge factors, a good estimation level 
of rotor surface losses. 

For special (rated) operation modes, FEM may be used directly. 

Additional losses occur in the stator tightening plates made of solid metal and in the teeth pressure 
fingers. There are again traditional analytical expressions for these losses [6], but, after FEM investigations, 
it seems that their use should be made with extreme care. The total short-circuit losses p,. are as follows: 


Psc = Peos + Pres + Poss (7.241) 


7.19.5.1 Excitation Losses 


Basically, the excitation losses contain the following: 


* Field winding DC losses: 
Pex = Ry Ti; (7.242) 
* Brush and slip-ring losses (if any): 
Pp =2-AV-I,; s AV <1V by design (7.243) 
If a machine exciter is used, the total excitation power as seen from the SG, p,,.),. is as follows: 


2 
_ Ry TG +2-AV- Ty 
Nex 


Pexsh (7.244) 


T-x is the total efficiency of the exciter system. 
In case of static exciter 1),, is the static exciter efficiency. For a brushless exciter, the brush and slip- 
ring losses are replaced by the rectifier losses, which are, in general, of the same order of magnitudes. 


7.19.5.2 Mechanical Losses 


Mechanical losses may be approximated to losses at no load, with the SG unexcited (I, = I;= 0): 


* Bearing losses (axial and guidance bearings in vertical axial SGs) 
* Ventilation losses (in the ventilator, its circuit and shaft air friction) 


When pumps are used, in direct hydrogen or water cooling, their input power has to be considered. 


Prnec = Poear 2 Prent ay Pair (7.245) 


Simplified formulae for losses were introduced over the years based on experience. 
For air-cooled hydrogenerators with vertical shaft, here are a few such expressions: 
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+ The bearing losses p,,,, (include both the axial and guidance bearing) 


Poear = pat + pe ie [9.81-G, Ubear + F, + F, Ubear ]smy (7.246) 


where 
Gy, = the total vertical mass of turbine and generator rotors plus the axial water-push mass in 
kilograms 
Usear = radial bearing peripheral speed 
Ubvear = the axial bearing peripheral speed 
F,, = the magnetic pull due to estimated rotor eccentricity 
F, = the mechanical radial force due to eccentricity and mechanical rotational unbalance 


E,, = 0.02-Gurrasg °9-81 

F (7.247) 

EF, ~1.256X 10° - By, -4;-D-I,-— 
g 


where 
Byrisc = the turbine plus SG rotor mass 
a; = the ideal rotor pole span ratio 
D = the stator bore diameter 
1 = the stator stack iron length 
e = the eccentricity 
g = the airgap 
B,, = the rated airgap flux density 
e/g = 0.1 to 0.2 


The friction coefficient 1, depends essentially on hydrogenerator speed (in rpm) and on coil 
temperature at 50°C, U, = 0.0035 at n = 50 rpm, and H, = 0.0108 at n = 500 rpm. 
+ The ventilator plus circuit losses, p,,,,. may be written as follows: 


Prent ~ 1.1: Quir P ea (7.248) 


Q,ir is the airflow rate in cubic meters per second required to evacuate the losses from the SG. 
U,,,,18 the peripheral average speed of the ventilator. 
The rotor air-windage losses p,,,is as follows: 


5-1 
Pair = Cy -(2nn) of {1 a (7.249) 


where 
C, = (1.5 — 3) - 10° =a machine constant depending on rotor smoothness 
n = the rotor speed in rps 
D, = the rotor external diameter 
, = the total length of rotor poles 


The total mechanical loss p,,,,, is as follows: 


Prec = Poear + Prent + Pair (7.250) 
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The losses in the machine contain the no-load losses at rated voltage and short-circuit losses at 
rated current plus the mechanical losses and the excitation losses: 


S losses = Preo + Pec + Prnec + Pexesh (7.251) 


The load losses may be calculated based on no-load and short-circuit losses by adopting an 
appropriate value for field current J, stator current I, and the power factor angle @. 
On the other hand, the airflow rate Q,;, may be calculated from the following: 


air 


Quir a (7.252) 


where 
dlosses = the total SG losses that have to be evacuated by the cooling air 
C, = 1.1 x 10° Ws/m?C = the heat capacity factor of air 
AT,,, = the air warming temperature differential 


air 


7.19.5.3 SG Efficiency 
The SG efficiency is defined as the output (electrical)/input (mechanical) power: 


(2 Dearie ( P, a 


= = (7.253) 
™ ( , er (2, Vice + ay losses 


In industry, the efficiency is calculated for five load ratios: 25%, 50%, 75%, 100%, and 125%. 

The voltage and speed are constant, so the no-load losses (or iron losses, mainly) p;,, and mechanical 
losses Piece remain constant. The “on-load” or the “short-circuit” losses p,. are stator current related, and 
the excitation losses p,,,, vary with their currents squared: 


I, n 
: (7.254) 
I I if 
Pexesh = Pexchn 2 + Porush i f > P, = Si — cos 
Tp, Tp, Qh 
So, the efficiency at part load is 
K toad * Sy * COS 
Nsc = fend ? ; (7.255) 
2 i Ty 
K ioad Si “cOs@ + Preo + Dinec + Pen * K ica ay Pexch * Ts + Porush * Te + Pstray 
fn fn 


Stray load losses are added. 

Knowing all steady-state machine parameters, for each value of output power and cos@, stator and 
field currents may be calculated after the power angle 5, is determined along the way (Chapter 4). With 
losses calculated as in previous paragraphs, the total losses and efficiency at different load levels may be 
predetermined to assess the design goodness from this crucial point of view. 
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Note that in direct-cooling SGs, the winding losses tend to dominate the losses in the machine, while 
for indirect cooling, the nonwinding losses tend to be predominant. 

It follows that for indirect cooling, the efficiency tends to be maximum above rated load and below 
rated load for direct cooling. 


7.20 Exciter Design Issues 


The excitation system supplies the SG field current to control either the terminal voltage or the reactive 
power to set point. 

As already detailed in Chapter 6, the excitation system is provided with protective limiters. 

For operation tied to weak power systems, power system stabilizers (PSSs) are used to dampen the 
oscillations in the range from 0.5 Hz to 2 + 5 Hz. 

The specification of excitation systems is guided by IEEE standards 421 [16].There are two key factors 
that define an excitation system: the transient gain and the ceiling forcing ratio (maximum/rated voltage 
at SG excitation winding terminal). The transient gain has a direct impact on small signal and dynamic 
stability. Too small a transient gain may fail to give the desired performance, while too high a transient 
gain produces faster response but may result in dynamic instability during faults. In this latter case, the 
PSS may have to be considered. The transient gain refers to frequency of generator oscillations in the 
range of a few tenths of hertz to a few hertz. 

Traditionally, excitation system controllers consisted of a high steady-state gain to secure low steady- 
state control error and a lag—lead compensator to provide transient gain reduction. 

In today’s digital control systems PI, PID or more advanced controllers such as Fuzzy Logic, H.,., 
sliding-mode, etc. are used. 

Steady-state gains of 200 P.U. provide for +0.5% steady-state regulation. 

Transient gains vary, in general, from 20 to 100 with lower values for weak power systems, to avoid 
local mode power system oscillations (in the 1 to 2 Hz range). 

The excitation system ceiling voltage also has an impact on transient stability. 

For static excitation systems, 160 to 200% of rated field voltage is set for design to preserve stability 
after the clearing of a three-phase fault on the higher voltage side of the SG step-up transformer. 

As lowering the SCR seems to be the trend in SG design today, to increase SG efficiency, increasing 
the excitation voltage ceiling becomes the pertinent option to preserve transient stability desired 
performance. 

The three-phase fault clearing critical time (CCT) for constant ceiling forcing decreases when the SCR 
decreases, both for a lagging and for a leading power factor. For leading power factor, however, the CCT 
is even smaller. 

The required field voltage ceiling ratio has to be specified after critical clearing time limits are checked 
for lagging and leading power factor for the actual power system area where the SG will work. Such a 
local system is characterized by the percent reactance looking out from the SG: 10% is a strong system 
and 40% is already a weak system. 

Practical limits of ceiling (maximum) voltage are about 500 V,, in general. But this maximum voltage 
may correspond to a 3 P.U. ceiling voltage ratio. 

AC brushless exciters might allow for a smaller ceiling voltage ratio, as they are less affected by power 
system faults. 

In respect to exciter design, we will treat here only the AC brushless exciter, as it comprises two 
synchronous generators of smaller power rating. 

An alternative brushless exciter, operational from zero speed, is made from a wound rotor induction 
machine with rotor winding output that is diode rectified and supplies the SG excitation, while its stator 
winding is supplied at variable (controlled) voltage through a thyristor voltage amplitude controller 
(Figure 7.35a). 

The frequency f, of the voltage induced in the AC exciter rotor is f, = f, + n -p,,, and increases with 
speed, above f, = 50(60) Hz. 
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FIGURE 7.35 Brushless alternating current exciter: (a) induction exciter and (b) synchronous exciter. 


As the induced rotor voltage amplitude V, also tends to increase with f,, when speed increases, the 
voltage V, in the stator has to be reduced through adequate control. 

At zero speed, all the power transmitted to the SG excitation comes from the exciter’s stator; it is 
electrical, in other words. 

As the speed increases, more of the excitation power comes from the shaft, especially with increasing 
the exciter’s pole pair number p,,,. > 3. 

The induction exciter voltage response is expected to be rather fast. However, the exciter stator winding 
has to deliver the whole power of SG excitation, should it be needed at zero speed, as in the case of a 
pump-storage plant. The induction exciter is also used in industry. 

A typical AC brushless exciter contains a PM synchronous pilot exciter with output that is electronically 
controlled after rectification to supply the DC excitation of the inside-out synchronous exciter with a 
diode rectified output (with the rectification on the rotor) that is connected directly to the excitation 
circuit of the SG (Figure 7.35b). 

This way, no brushes or an additional power source is involved. However, if faster response is needed, 
the excitation circuit of the pilot exciter may be supplied directly from a separate power source through 
power electronics, with a control variable that is the output of the SG excitation control. 

The pilot PM alternator is designed for frequencies in the range of 180 to 450 Hz to cut the rectified 
output voltage pulsations. Also, the AC exciter is designed with a rather large number of poles 2p, = 6 — 
8, again to secure a rated armature frequency higher than 100 Hz; thus, low pulsations in the field-winding 
current and small volume of the AC exciter magnetic circuit (armature yoke, especially) are found. 

The relationship between AC exciter phase voltage per phase V,, (RMS value) and the rectified field- 
winding voltage V; is as follows: 


V,, = V; /2.34 (7.256) 


I,, = 0.780- I, (7.257) 


The voltage regulation of the diode rectifier in SG excitation circuit is neglected. If better precision is 
needed, rectifier voltage regulation has to be considered, as in Chapter 6 (Figure 6.33). 

Equation 7.256 and Equation 7.257 imply an ideal (lossless) rectifier. 

The AC exciter should be available to produce the ceiling voltage V,,,,, at the SG excitation terminals, 
also, during steady state, to allow for the I;,, (the rated load excitation current that corresponds to rated 
SG output power and power factor). 
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FIGURE 7.36 Voltage response time (VRT). 


Besides rated and maximum field voltage and current ratings V;,,, I;, for steady state and Vinac Ljnax for 
transients, the AC exciter has to provide a certain response time in providing the ceiling voltage Vina 
from the rated value V,,. 

Equally important, the excitation system has to have high efficiency at moderate weight and costs and 
be reliable. Here, a general design method for a brushless AC exciter is detailed. Optimization design 
issues will be treated later in this chapter for the SG in general. 


7.20.1 Excitation Rating 


As already alluded to, the AC exciter rating is given by V;,, I, for steady state, and Vinac Jjmax for transients. 

The exciter response time is also specified. The SG may be required to operate at rated megavoltampere 
for 105% terminal voltage. As in such a case the magnetic saturation level in the SG increases notably, 
the continuous power rating of the AC exciter will increase more than 5%. Sometimes, the exciters have 
redundant circuitry. 

The voltage response time (VRT) is the time in seconds for the excitation voltage to travel 95% of the 
difference between Vj... and V;, (Figure 7.36). 

Today’s AC exciter systems are required to have VRT < 100 msec under full field current load. 


7.20.2 Sizing the Exciter 


Sizing the exciter is similar to that process of the main SG, as already developed in this chapter. There 
are some peculiarities, though [17]. 

The reduction in voltage response time leads to severe limitation in the AC exciter subtransient 
reactance x/ below 0.3. It may also be needed to provide for a rather strong cage in its stator to reduce 
the commutation reactance x, = (xj +x7)/2 in the diode rectifier for lower voltage regulation and allow- 
ance for higher rated frequency (low yoke height). 

As a good part of x/ is the armature leakage inductance, reducing the latter is paramount. Wide and 
not so deep armature slots and short end connections (chorded coils) are practical ways to achieve this 
goal. Also, the leakage inductance of the AC exciter circuit has to be reduced, star connection of AC 
exciter armature phases is preferred in order to eliminate the third harmonic current and thus avoid 
limitations on coil span. It also requires a smaller number of slots (with two turns/slot) for the same 
output DC voltage V;,. 

A smaller number of slots means lower manufacturing costs. 

Two or more current paths in parallel may be necessary to produce the required Vjinax (Vin). 


7.20.3 Note on Thermal and Mechanical Design 


So far, the various no-load and load losses were calculated. To remove the heat produced by losses, it is 
necessary to adopt and design appropriate cooling systems. 
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FIGURE 7.37 Penalty function for X,’. 


As already mentioned, SG cooling may be indirect (with air or hydrogen) and direct (with water or 
hydrogen). Evaporative cooling is gaining in popularity, as well. There are many specific solutions as the 
power and speed (in rpm) goes up. 

Analytical models are generally used for thermal design, but FEM is increasingly used for the scope. 

The same rationale is valid for the mechanical design. 

As the thermal and mechanical limitations observation influences the machine reliability and safety, 
their summarily treatment is not to be accepted. A detailed such analysis, on the other hand, needs rich 
space. This is why we stop here, drawing attention to specialized design books [5, 6], while noticing that 
all manufacturers have their proprietory thermal design methods for SGs. 

Forces, noise, and vibration are other important issues in SG design. See, for starters [6, 18]. 


7.21 Optimization Design Issues 


So far, we presented analytical expressions to do the dimensioning of an SG that fulfills given specifica- 
tions. Also, the computation of resistances, inductances, and losses was investigated. Finally, the cost of 
active materials may be computed. 

This process may be described as the general design, and computer programs may be produced to 
mechanize it. 

The general design produces a realistic (feasible) SG. It is a good starting point for optimization design. 

Optimization design requires the following: 


+ An initial practical design 
+ A machine model to calculate the parameters and performance (and objective functions) for given 
geometry and various design parameters 
* A set of design variables, such as the following: 
* Stator bore diameter is D,, 
+ Slot width is W,, 
* Slot/tooth width ratio is W,,/W, 
+ A (A/m) is the stator current loading 
+ W/m? is the stator surface loading 
+ Flux density in stator teeth: B,, 
* Flux density in stator yoke: B,, 
* Flux density in the rotor pole body: B, 
* Thickness of field coil: W, 
* W/m?’ rotor surface loading 


For each variable, minimum and maximum values are set: 


* A single or multiple cost function, such that generator costs plus the loss of capitalized costs is a 
way to accommodate various constraints (such as Xj < Xjmax. Various temperature limitations, 
SCR < SCR max, etc.) through penalty terms added to the cost function (Figure 7.37). 
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FIGURE 7.38 Pareto front (squares and line) and the initial solution (solid circle). 


+ A mathematical method (or more) to search for the optimal design [19] that produces the lowest 
cost function, observing the constraints, and being able to deal with some design variables that 
are integer numbers (number of slots N,, number of turns in the coil, etc.). 

+ There is a plethora of optimization methods of linear and nonlinear programming, indirect and 
direct, with constraints, deterministic, stochastic, and evolutionary plans. 


Such a complete optimization design software, with long use, based on the Monte Carlo optimization 
method, is described in Reference [20]. 

More recently, evolution strategies and genetic algorithms (G.A.) were applied to optimize the subde- 
sign of SGs. By subdesign, we mean here a partial problem in design, such as the modification of rotor 
pole or of stator slot geometry to minimize losses and production costs [21]. 

When the cost (objective) function may not be stated in terms of a scalar-type function, Pareto optimal 
sets are used. Pareto sets contain a number of solutions (designs) that are equivalent to each other in 
terms of trade-offs, that are so common in SG design. 

Finding Pareto optimal sets of solutions to the problem, with stator slot and rotor pole dimensions 
as design variables, and losses and production costs to be simultaneously minimized, constitutes such 
an optimization subdesign problem in SGs. For such a problem, the design variables could be as follows: 


* Geometry and number of copper strands 
+ Dimensions of rotor pole 

+ Dimensions of field coil 

* Pitch and diameter of damper cage bars 
+ Airgap 


Typical constraints to be inforced through penalty functions are as follows: 


© X0<Ximax» Xd > XGmin 
+ Temperature rise 

* Clearance between adjacent field coils 

* Mechanical stresses in rotor poles and their dovetails 
+ Admissible flux density and current density limits 


Evolutionary method algorithms of optimization become necessary in nonsmooth and model-based 
objective (cost) functions. This is the case for SGs. 

Figure 7.38 [21] shows the Pareto front (squares and line) with the initial solution (solid circle), while 
the other points are dominated solutions. 

Two simultaneous goals — minimum cost and minimum losses (5000 $/kW of losses) — were followed 
in this case. 

The G.A. were proven to produce better results [20] than evolutionary strategies. 
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7.22 Generator/Motor Issues 


Pump storage is used in some hydropower plants to replenish the water in the forebay each day and then 
deliver electric power during the peak demand hours. During the pumping mode, the SG acts as a motor. 
To start such a large power motor, even on no load, a pony motor was traditionally used. It is also 
practical to use the back-to-back generator and motor starting when a unit works as a generator and, 
during its acceleration to speed, it supplies a motor unit and the two advance synchronously to the rated 
synchronous speed. 

A single generator may supply one after the other all pump-storage units. An induction-motor-mode 
starting with self-synchronization is also feasible, at reduced voltage for large power units. 

As the friction torque may be reduced, by refined high-pressure oil bearings, to less than 1% of rated 
torque, the power required to start the motor, with the waterless turbine — pump, was notably reduced. 

It is thus feasible to use a lower relative power rating static power converter to start the motor and 
disconnect the converter after the motor has been self-synchronized. 

An SG designed to be used also as a motor for water pump storage undergoes about one start a day 
as a motor and one synchronization a day as a generator. 

Self-synchronization for motoring and automatic synchronization for generation imply notable tran- 
sients in currents and torque, and the machine has to be designed to withstand such demanding conditions. 

Typically, the direction of motion is changed for motoring as required by the turbine pump. High 
wicket gate water leakage may cause the “waterless” unit to start rotating still in the generator direction. 
To avoid the transients that the static power converter would incur in initiating the starting as a motor, 
the machine has to be stalled before beginning to accelerate it on no load, in the motoring direction. 

Asynchronous self-starting is used for low and medium power units, albeit using a step-down 
autotransformer or a variable reactor to reduce starting currents. For units above 20 MW, pony motor, 
generator motor back to back, or static power converter starting should be used. 

The development of multiple-level voltage source converters with IGBTs (up to 4.5 MW/unit) [22] 
and with GTOs or MCTs (up to 10 MW/unit and above) [23] might change the picture. 

For the low power range (up to 3 MW), it is possible to use a bidirectional voltage source IGBT 
converter, designed at a generator motor rating, that will not only allow startup for the motoring, but 
will also provide for generating and motoring at variable speed (to exploit optimally the turbine — 
pump). It is known that the optimal speed ratio between pumping and turbining is about 1.24. For high 
power, the multilevel voltage source GTO and MCT converters may replace the controlled — rectifier 
— current source converters that are used today to accelerate pump-storage units (above 20 MW or so) 
and then self-synchronize them to the power grid. 

The multilevel PWM back-to-back IGBT, GTO, MCT converters provide quality starting while inflicting 
lower harmonics both on the power line and on the motor side (Figure 7.39a and Figure 7.39b). They are 
smaller in size and provide controllable (unity) power factor on the line side. 

As there is a step-up transformer between the static power converter and the machine, the starting 
cannot be initiated from zero frequency but instead, from 1 to 2 Hz. This will cause transients that explain 
the necessary oversizing of the static power converter for the scope. 

It goes without saying that to start the motor as a synchronous motor, a static exciter is required, 
because full excitation is needed from 1 to 2 Hz speed. The static converters might be controlled for 
asynchronous starting (up to a certain speed), and thus, their kilovoltampere rating has to be increased. 

Note that the “ideal” solution for pump storage is the doubly fed induction generator motor that will 
be studied in Variable Speed Generators. 


7.23 Summary 


* By SG design, we mean here dimensioning to match given specifications of performance with 
constraints. 
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FIGURE 7.39 Static converter starting in pump-storage plants: (a) with rectifier-current (one-phase) source inverter 


and (b) with voltage source converter. 


Specifying SGs to be connected to a power system is an object of standardization. The proposed 
consolidated C 50.12, C 50.13 ANSI standards are typical for the scope. 

Besides manufacturers’ standards, grid codes have been issued to tailor SG performance to power 
system typical and extreme operation modes. There may be conflicts between those two kinds of 
specifications, and mitigation efforts are required to harmonize them. 

The first specification item is the short-circuit ratio (SCR) — the ratio between the short-circuit 
and rated current or the inverse of d axis synchronous reactance in P.U. (1/x,,,,). A larger SCR 
requires a larger airgap and, finally, a larger excitation mmf and losses, while it increases the peak 
power and thus the static stability. As the transmission line reactive x, at generator terminal 
increases, the beneficial effect of a larger SCR on static stability diminishes. A large x, characterizes 
a weak power system. Today’s trend is to reduce SCR to 0.4 + 0.6, while preserving the static 
stability by the ever-faster response of contemporary exciter systems. 

The second specification issue is the transient reactance xj that influences the transient stability. 
The smaller x’, the better, but there are limits to it due to machine geometry required to produce 
the design power. 

Rated power factor is essential in SG design: the lower the rated power factor, the larger the 
excitation power. In general, cos@,: 0.9 to 0.95 (overexcited). 

The maximum absorbed (leading) reactive power limit is determined by the SCR and corresponds 
to maximum power angle and to the stator end-core temperature limit. 

Fast control of excitation current is required to preserve SG stability and control the terminal 
voltage. Today’s ceiling voltage ratio for excitation systems is 1.6 to 3.0. The limit is, in fact, 
determined by the heavy saturation of an SG magnetic circuit. A response time of 50 msec 
“producing” the maximum ceiling voltage is required to qualify the response of the excitation 
system as fast. Even with brushless rotary machine configurations, such a response is feasible. 
Static exciters are much faster. 

Voltage and frequency variations are limited to contain the saturation level in the SG. A£2 to 3% 
in both should be provided at rated power. Higher values are to be accepted for a limited amount 
of time to avoid SG overheating. These requirements are standardized or agreed upon between 
manufacturers and users. 

Negative phase-sequence voltages and currents are limited by standards to limit rotor damper cage 
and excitation additional losses (and overtemperatures). Negative sequence voltage is limited to 
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about 1% (V,/V,%), while the current negative sequence i,/i; may reach 4 to 5% and depends on 
the SG negative sequence reactance x, plus the step-up transformer short-circuit reactance xp 
+ Total harmonic distortion (THD) limits are prescribed by grid codes to 1.5 to 2%, with proposals 
to raise them to 3 to 3.5% in the future. 
+ The temperature basis for rating power is paramount in SG design. It is between observable and 
hot-spot temperature. The observable temperature limit is set such that the hot-spot temperature 
is below 130°C for class B and 155°C for class C insulation systems. The rated coolant temperature 
also has to be specified. As the cold coolant temperature varies for ambient-following SGs, it seems 
reasonable to fix the observable temperature limit for a single cold coolant temperature and 
calculate the SG megavoltampere capability for different ambient temperatures. The hot-spot 
temperature will also vary. As the ambient temperature goes up, the SG megavoltampere capability 
goes down. 
Start-stop cycles have to be specified to prevent cyclic fatigue degradation. For base load SGs, 
3000 starts are typical, while 10,000 starts are characteristic to peaking load or other frequently 
cycled units. 
+ Starting and operating as a motor (in pump-storage units), faulty synchronizations, forces, arma- 
ture voltage, and runaway speed ratio, have to be specified in a pertinent design. 


* The design process consists of sizing the SG in relation to the above-mentioned specifications. 
The design refers to electromagnetic, thermal, and mechanical aspects. Only electromagnetic 
design was followed in detail in this chapter. The electromagnetic design essentially comprises the 
following: 

+ The output coefficient stator geometry 

+ The selection of number of stator slots 

+ The design of the stator core 

+ The sizing of salient pole rotors 

+ The sizing of cylindrical pole rotors 

* Open-circuit saturation curve computation 

* Stator leakage reactance and resistance computation 
* Field mmf (current) at full load 

* Computation of synchronous reactances x4, X, 

+ Sizing of damper cage 

* Computation of time constants and transient, subtransient reactances 
+ Exciter design 

+ Generator/motor design issues 

+ Optimization design issues 

+ The output coefficient C (min kVA/m‘) is defined as the SG in kilovoltampere per cubic meter. 
It is a result of accumulated experience (art) and varies with the power/pole, number of poles 
pairs, and type of cooling system. The rotor diameter D is computed basically based on runaway 
speed U,,,,, with given SG synchronous speed and number of pole pairs p,, for given frequency. 
The rotor inertia H (in seconds) has to be above a limit value so as to limit the maximum speed 
of the SG upon loss of electric load, until the speed governor closes the fuel (water) input (unless 
special fast braking is provided, as is the case of turbogenerators). 

* SGs may have integer or fractionary two-layer windings. We refer to q slots/pole/phase as integer 
or fractionary. Turbogenerators (2p, = 2, 4) make use of integer q windings in general (q > 5 to 
6), while hydrogenerators today have fractionary windings. The choice of q determines the number 
of slots N, of the stator as N,= 6 - p,q. The selection of q also depends on the number of lamination 
segments N. that constitute the stator core and on the number of detachable sections N, in which 
the core may be divided and wound separately due to the large diameters considered: 

* N,=2forD<4m 
* N,=4forD=4+8m 
* N= 6(8) for D>8 m 
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It is imperative that all N. segments spread over an integer number of poles N,,. For even N,,, N, 
is even and integer q is feasible. For fractionary q, N,, may be an odd number and contain three 
as a factor. 

For fractionary q = b + c/d, symmetrical windings are obtained, in general, for d/3 # integer. 
Windings are made with wave coils and one turn per coil and with lap coils when two or more 
turns per coil are used. 

+ For wave windings, 


3c+1 


= integer 


* The noise level is reduced if 
3 pa ee er 
ia 


with c/d = 1/2 (b > 3), the subharmonics are eliminated. 

Apparently, once the value of q is settled, the number of turns per current path is obtained from 
the stator geometry and the total rated emf e, ~ 1.03 to 1.10 P.U. For one turn (bar) per coil, the 
number of slots is directly related to the number of turns/path W, and number of current paths a: 


N, =a-W,°3 


It is now easy to see how crucial the choice of N, is as W, (integer) comes directly from the emf 
e, value. 

To size the stator core, the airgap g has to be computed first, as the rotor diameter D, is already 
known. Sizing g is directly related to stator-rated linear current loading A, pole pitch T, airgap flux 
density fundamental B,,, and the desired x, (SCR). 

The rated voltage increases with the SG power/unit and is larger for direct cooling. It is, otherwise, 
decided by the manufacturer. In general, Vijine < 28 kV, but cable winding 40 to 100 kV SG are in 
the advance development stage. They lead to the elimination of the step-up transformer that 
accompanies practically all SGs tied to power systems. 

The salient pole rotors are designed for variable airgap under the pole, to render the airgap flux 
density more sinusoidal. The maximum to minimum airgap g,,,,/g ratio is up to 2.5. In practice, 
the radius of the pole shoe shape R, is notably smaller than rotor radius D/2. 

Damper cage design is based on the main assertion that the cage bars total cross area represents 
15 to 30% of stator slot area. The damper cage slot pitch T, is chosen to reduce losses in the damper 
cage due to stator mmf space harmonics. For fractionary stator windings (q = (bd + c)/d) when 
bd + c > q, it is feasible to chose T, = Ty (T,, stator slot pitch). For bd +c < qorq=b+1/2,7,# 
T,. The damper bars of copper or brass are welded to end-rings with a cross-section that is about 
half the bars cross-section per rotor pole. 

The cylindrical rotor, made of single or multiple (axially) solid iron rings, is slotted along about 
two thirds of its periphery to host the field coils. Lower airgap flux harmonics are obtained by 
placing the field coils in slots, while this is also the only mechanically feasible solution to withstand 
the centrifugal force stresses. To design the field winding, the rated field mmf is required. As at this 
stage in design this is not known, a value of 2 to 2.5 times the rated stator mmf per pole is adopted. 
The open-circuit saturation curve may be obtained through an analytical model accounting for 
magnetic saturation or through FEM. 

The rated field mmf is obtained traditionally through the Potier diagram (Figure 7.24) or through 
the partial magnetization curves (Figure 7.25). The second method allows for cross-coupling 
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saturation, while the first one does not and is adequate for cylindrical rotor SGs. Based on the 
partial magnetization curves method, the synchronous reactances x, may be determined as func- 
tions of i, and i, as families of curves. Alternatively, ‘¥,(i, i,) and 'V,(i, i,) may be obtained. Such 
information is essential in calculating with good precision the rated power angle and steady-state 
performance of SGs. 

+ The computation of rotor resistances and various leakage inductances is straightforward if approx- 
imate formulae are accepted. They proved adequate in industry, though today, they may be 
computed by FEM also. 

+ The solid rotor behaves as an equivalent damper cage with variable parameters. A reliable analytical 
model to calculate these parameters is presented. This model was recently validated by FEM. 

* The various time constants Ty,,T,,,Tj,T;, T, Tp and the transient and subtransient reactances 
(in P.U.) are straightforward once the synchronous reactance x,, x, and all leakage reactances and 
resistances are defined by analytical expressions. Note that xj < xj:a,- The negative sequence 
reactance x, is also calculated easily as follows: 


- 


x, = (xf + x7)/2 or xX) =./x7- x; 


+ Emf time harmonics are limited by standards. Higher gq, coil chording, and fractionary q are used 
to reduce emf time harmonics. The variable airgap obtained by shaping the rotor salient poles 
reduces the fifth and seventh harmonics, while it introduces the third harmonic at the 10 to 14% level. 

+ The interaction of field mmf fundamental with stator slot openings may produce the so-called 
slot-ripple emf effect, that is, additional damper cage losses at no load. With N,/p, as an odd 
number, ideally zero damper cage additional losses at no load occur. 

+ There are various losses in an SG, but they may be grouped into no-load and short-circuit 

electromagnetic losses and mechanical losses. 

Analytical formulae are given for most components of losses, and, finally, the efficiency expression 

is obtained. The designer may thus calculate the total efficiency for various load conditions. 

Efficiency and losses are paramount performance indexes in an SG. 

+ Exciter design specifications and issues are treated in some detail for the brushless exciter: note 
the voltage response time for the excitation voltage to reach 95% of the ceiling (maximum) value 
(starting from the rated one). 

* Once the general design is completed, a sound initial solution exists, and a reliable model of the 
machine is in place. Optimization design may start, once a set of variables is defined, a cost function 
is derived, and a mathematical optimization algorithm is chosen. Results with evolutionary and 
genetic algorithm methods are presented from the literature. 

* For generator/motor units, a detailed discussion of motor starting and synchronization methods 
is given. The unit has to withstand the daily start-stop encountered in generator/motor cycles for 
pump-storage operation modes. 

* Numerical examples are given throughout this chapter to illustrate the various design issues. 
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8-2, Synchronous Generators 


Testing of synchronous generators (SGs) is performed to obtain the steady-state performance character- 
istics and the circuit parameters for dynamic (transients) analysis. The testing methods may be divided 
into standard and research types. Tests of a more general nature are included in standards that are renewed 
from time to time to include recent well-documented progress in the art. Institute of Electrical and 
Electronics Engineers (IEEE) standards 115-1995 represent a comprehensive plethora of tests for syn- 
chronous machines. 

New procedures start as research tests. Some of them end up later as standard tests. Standstill frequency 
response (SSFR) testing of synchronous generators for parameter estimation is such a happy case. In 
what follows, a review of standard testing methods and the incumbent theory to calculate the steady- 
state performance and, respectively, the parameter estimation for dynamics analysis is presented. In 
addition, a few new (research) testing methods with strong potential to become standards in the future 
are also treated in some detail. 

Note that the term “research testing” may also be used with the meaning “tests to research for new 
performance features of synchronous generators.” Determination of flux density distribution in the airgap 
via search coil or Hall probes is such an example. We will not dwell on such “research testing methods” 
in this chapter. 

The standard testing methods are divided into the following: 


* Acceptance tests 
* (Steady-state) performance tests 
+ Parameter estimation tests (for dynamic analysis) 


From the nonstandard research tests, we will treat mainly “standstill step voltage response” and the on- 
load parameter estimation methods. 


8.1 Acceptance Testing 


According to IEEE standard 115-1995 SG, acceptance tests are classified as follows: 


- Al: insulation resistance testing 

* A2: dielectric and partial discharge tests 

» A3: resistance measurements 

+ A4: tests for short-circuited field turns 

* AS: polarity test for field insulation 

* A6: shaft current and bearing insulation 

+ A7: phase sequence 

+ A8: telephone-influence factor (TIF) 

+ A9: balanced telephone-influence factor 

+ A10: line to neutral telephone-influence factor 
* A11: stator terminal voltage waveform deviation and distortion factors 
+ A12: overspeed tests 

A13: line charging capacity 

Al14: acoustic noise 


8.1.1 Ai: Insulation Resistance Testing 


Testing for insulation resistance, including polarization index, influences of temperature, moisture, and 
voltage duration are all covered in IEEE standard 43-1974. If the moisture is too high in the windings, 
the insulation resistance is very low, and the machine has to be dried out before further testing is 
performed on it. 
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8.1.2 A2: Dielectric and Partial Discharge Tests 


The magnitude, wave shape, and duration of the test voltage are given in American National Standards 
Institute (ANSI)—National Electrical Manufacturers Association (NEMA) MGI-1978. As the applied 
voltage is high, procedures to avoid injury to personnel are prescribed in IEEE standard 4-1978. The test 
voltage is applied to each electrical circuit with all the other circuits and metal parts grounded. During 
the testing of the field winding, the brushes are lifted. In brushless excitation SGs, the direct current 
(DC) excitation leads should be disconnected unless the exciter is to be tested simultaneously. The 
eventual diodes (thyristors) to be tested should be short-circuited but not grounded. The applied voltage 
may be as follows: 


+ Alternating voltage at rated frequency 

+ Direct voltage (1.7 times the rated SG voltage), with the winding thoroughly grounded to dissipate 
the charge 

* Very low frequency voltage 0.1 Hz, 1.63 times the rated SG voltage 


8.1.3 A3: Resistance Measurements 


DC stator and field-winding resistance measurement procedures are given in IEEE standard 118-1978. 
The measured resistance R,,,, at temperature f,,,, may be corrected to a specified temperature t,: 


test rest 


where k = 234.5 for pure copper (in °C). 

The reference field-winding resistance may be DC measured either at standstill, with the rotor at 
ambient temperature, and the current applied through clamping rings, or from a running test at normal 
speed. The brush voltage drop has to be eliminated from voltage measurement. 

If the same DC measurement is made at standstill, right after the SG running at rated field current, 
the result may be used to determine the field-winding temperature at rated conditions, provided the 
brush voltage drop is eliminated from the measurements. 


8.1.4 A4-A5: Tests for Short-Circuited Field Turns and Polarity Test for 
Field Insulation 


The purpose of these tests is to check for field-coil short-circuited turns, for number of turns/coil, or for 
short-circuit conductor size. Besides tests at standstill, a test at rated speed is required, as short-circuited 
turns may occur at various speeds. There are DC and alternating current (AC) voltage tests for the scope. 
The DC or AC voltage drop across each field coil is measured. A more than +2% difference between the 
coil voltage drop indicates possible short-circuits in the respective coils. The method is adequate for 
salient-pole rotors. For cylindrical rotors, the DC field-winding resistance is measured and compared 
with values from previous tests. A smaller resistance indicates that short-circuited turns may be present. 

Also, a short-circuited coil with a U-shaped core may be placed to bridge one coil slot. The U-shaped 
core coil is placed successively on all rotor slots. The field-winding voltage or the impedance of the 
winding voltage or the impedance of the exciting coil decreases in case there are some short-circuited 
turns in the respective field coil. Alternatively, a Hall flux probe may be moved in the airgap from pole 
to pole and measures the flux density value and polarity at standstill, with the field coil DC fed at 5 to 
10% of rated current value. 

If the flux density amplitude is higher or smaller than that for the neighboring poles, some field coil 
turns are short-circuited (or the airgap is larger) for the corresponding rotor pole. If the flux density 
does not switch polarity regularly (after each pole), the field coil connections are not correct. 
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Power system 


Capacitor_ 


(b) 


(a) 


FIGURE 8.1 Phase-sequence indicators: (a) independent (1-2-3 or 1-3-2) and (b) relative to power grid. 


8.1.5 A6: Shaft Current and Bearing Insulation 


Irregularities in the SG magnetic circuit lead to a small axial flux that links the shaft. A parasitic current 
occurs in the shaft, bearings, and machine frame, unless the bearings are insulated from stator core or 
from rotor shaft. The presence of pulse-width modulator (PWM) static converters in the stator (or rotor) 
of SG augments this phenomenon. The pertinent testing is performed with the machine at no load and 
rated voltage. The voltage between shaft ends is measured with a high impedance voltmeter. The same 
current flows through the bearing radially to the stator frame. 

The presence of voltage across bearing oil film (in uninsulated bearings) is also an indication of the 
shaft voltage. 

If insulated bearings are used, their effectiveness is checked by shorting the insulation and observing 
an increased shaft voltage. Shaft voltage above a few volts, with insulated bearings, is considered unac- 
ceptable due to bearing in-time damage. Generally, grounded brushes in shaft ends are necessary to 
prevent it. 


8.1.6 A7: Phase Sequence 


Phase sequencing is required for securing given rotation direction or for correct phasing of a generator 
prepared for power bus connection. As known, phase sequencing can be reversed by interchanging any 
two armature (stator) terminals. 

There are a few procedures used to check phase sequence: 


+ With a phase-sequence indicator (or induction machine) 
+ With a neon-lamp phase-sequence indicator (Figure 8.1a and Figure 8.1b) 
+ With the lamp method (Figure 8.1b) 


When the SG no-load voltage sequence is 1-2-3 (clockwise), the neon lamp 1 will glow, while for the 
1-3-2 sequence, the neon lamp 2 will glow. The test switch is open during these checks. The apparatus 
works correctly if, when the test switch is closed, both lamps glow with the same intensity (Figure 8.1a). 

With four voltage transformers and four lamps (Figure 8.1b), the relative sequence of SG phases to 
power grid is checked. For direct voltage sequence, all four lamps brighten and dim simultaneously. For 
the opposite sequence, the two groups of lamps brighten and dim one after the other. 


8.1.7. A8: Telephone-Influence Factor (TIF) 


TIF is measured for the SG alone, with the excitation supply replaced by a ripple-free supply. The step- 
up transformers connected to SG terminals are disconnected. TIF is the ratio between the weighted root 
mean squared (RMS) value of the SG no-load voltage fundamental plus harmonic E,,, and the rms of 
the fundamental E,,,,.: 
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E 
TI=— = ; Eqp= 


rms 


(8.2) 


T,, is the TIF weighting factor for the nth harmonic. If potential (voltage) transformers are used to reduce 
the terminal voltage for measurements, care must be exercised to eliminate influences on the harmonics 
content of the SG no-load voltage. 


8.1.8 A9: Balanced Telephone-Influence Factor 


For a definition, see IEEE standard 100-1992. 

In essence, for a three-phase wye-connected stator, the TIF for two line voltages is measured at rated 
speed and voltage on no-load conditions. The same factor may be computed (for wye connection) for 
the line to neutral voltages, excluding the harmonics 3,6,9,12, .... 


8.1.9 A10: Line-to-Neutral Telephone-Influence Factor 


For machines connected in delta, a corner of delta may be open, at no load, rated speed, and rated 
voltage. The TIF is calculated across the open delta corner: 


E sta 
Residual TIF = —e ven) (8.3) 


rms(onephase ) 


Protection from accidental measured overvoltage is necessary, and usage of protection gap and fuses to 
ground the instruments is recommended. 

For machines that cannot be connected in delta, three identical potential transformers connected in 
wye in the primary are open-delta connected in their secondaries. The neutral of the potential transformer 
is connected to the SG neutral point. 

All measurements are now made as above, but in the open-delta secondary of the potential transformers. 


8.1.10 A11: Stator Terminal Voltage Waveform Deviation and 
Distortion Factors 


The line to neutral TIF is measured in the secondary of a potential transformer with its primary that is 
connected between a SG phase terminal and its neutral points. A check of values balanced, residual, and 
line to neutral TIFs is obtained from the following: 


line to neutral TIF = m | (balanced TIF)* + (residual TIF)” (8.4) 


Definitions of deviation factor and distortion factor are given in IEEE standard 100-1992. In principle, 
the no-load SG terminal voltage is acquired (recorded) with a digital scope (or digital data acquisition 
system) at high speed, and only a half-period is retained (Figure 8.2). 

The half-period time is divided into J (at least 18) equal parts. The interval j is characterized by E,. 
Consequently, the zero-to-peak amplitude of the equivalent sine wave Ep,, is as follows: 


(8.5) 
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0 180° 
FIGURE 8.2 No-load voltage waveform for deviation factor. 


A complete cycle is needed when even harmonics are present (fractionary windings). Waveform 
analysis may be carried out by software codes to implement the above method. The maximum deviation 
is AE (Figure 8.2). Then, the deviation factor Fy,y is as follows: 


AE 
Foy = a (8.6) 


OM 


Any DC component E£, in the terminal voltage waveform has to be eliminated before completing 
waveform analysis: 


E == (8.7) 


with N equal to the samples per period. 
When subtracting the DC component E, from the waveform E;, E; is obtained: 


1 ood 


E,=E,-E, ; j=1,...N (8.8) 


The rms value E,,,,, is, thus, 


(8.9) 


The maximum deviation is searched for after the zero crossing points of the actual waveform and of 
its fundamental are overlapped. A Fourier analysis of the voltage waveform is performed: 


_ 2 : . 20nj 
b, =D) E;sin a (8.10) 
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0, =tan'(b, /a,) fora, >0 


o, =tan'(b,/a,)+n fora, <0 


The distortion factor F,; represents the ratio between the RMS harmonic content and the rms funda- 
mental: 


(8.11) 


There are harmonic analyzers that directly output the distortion factor F,;. It should be mentioned 
that F,; is limited by standards to rather small values, as detailed in Chapter 7 on SG design. 


8.1.12 A12: Overspeed Tests 


Overspeed tests are not mandatory but are performed upon request, especially for hydro or thermal 
turbine-driven generators that experience transient overspeed upon loss of load. The SG has to be carefully 
checked for mechanical integrity before overspeeding it by a motor (it could be the turbine [prime mover]). 

If overspeeding above 115% is required, it is necessary to pause briefly at various speed steps to make 
sure the machine is still OK. If the machine has to be excited, the level of excitation has to be reduced 
to limit the terminal voltage at about 105%. Detailed inspection checks of the machine are recommended 
after overspeeding and before starting it again. 


8.1.13 A13: Line Charging Capacity 


Line charging represents the SG reactive power capacity when at synchronism, at zero power factor, rated 
voltage, and zero field current. In other words, the SG behaves as a reluctance generator at no load. 
Approximately, 


aViue 


Qu, arge a 
Xy 


(8.12) 


where 
X, = the d axis synchronous reactance 
Vpn = the phase voltage (RMS) 


The SG is driven at rated speed, while connected either to a no-load running overexcited synchronous 
machine or to an infinite power source. 


8.1.14 A114: Acoustic Noise 


Airborne sound tests are given in IEEE standard 85-1973 and in ANSI standard C50.12-1982. Noise is 
undesired sound. The duration in hours of human exposure per day to various noise levels is regulated 
by health administration agencies. 

An omnidirectional microphone with amplifier weighting filters, processing electronics, and an indi- 
cating dial makes a sound-level measuring device. The ANSI “A” “B” “C” frequency domain is required 
for noise control and its suppression according to pertinent standards. 
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8.2 Testing for Performance (Saturation Curves, Segregated 
Losses, Efficiency) 


In large SGs, the efficiency is generally calculated based on segregated losses, measured in special tests 
that avoid direct loading. 
Individual losses are as follows: 


+ Windage and friction loss 

* Core losses (on open circuit) 

* Stray-load losses (on short-circuit) 

+ Stator (armature) winding loss: 3I?R, with R, calculated at a specified temperature 
* Field-winding loss [,7R,, with R,, calculated at a specified temperature 


Among the widely accepted loss measurement methods, four are mentioned here: 


* Separate drive method 

+ Electric input method 

* Deceleration (retardation) method 
* Heat transfer method 


For the first three methods listed above, two tests are run: one with open circuit and the other with short- 
circuit at SG terminals. In open-circuit tests, the windage-friction plus core losses plus field-winding 
losses occur. In short-circuit tests, the stator-winding losses, windage-friction losses, and stray-load losses, 
besides field-winding losses, are present. 

During all these tests, the bearings temperature should be held constant. The coolant temperature, 
humidity, and gas density should be known, and their appropriate influences on losses should be 
considered. If a brushless exciter is used, its input power has to be known and subtracted from SG losses. 
When the SG is driven by a prime mover that may not be uncoupled from the SG, the prime-mover 
input and losses have to be known. In vertical shaft SGs with hydraulic turbine runners, only the thrust- 
bearing loss corresponding to SG weight should be attributed to the SG. 

Dewatering with runner seal cooling water shutoff of the hydraulic turbine generator is required. 
Francis and propeller turbines may be dewatered at standstill and, generally, with the manufacturer’s 
approval. To segregate open-circuit and short-circuit loss components, the no-load and short-circuit 
saturation curves must also be obtained from measurements. 


8.2.1 Separate Driving for Saturation Curves and Losses 


If the speed can be controlled accurately, the SG prime mover can be used to drive the SG for open- 
circuit and short-circuit tests, but only to determine the saturation open-circuit and short-circuit curves, 
not to determine the loss measurements. 

In general, a “separate” direct or through-belt gear coupled to the SG motor has to be used. If the 
exciter is designed to act in this capacity, the best case is met. In general, the driving motor 3 to 5% 
rating corresponds to the open-circuit test. For small- and medium-power SGs, a dynanometer driver is 
adequate, as the torque and speed of the latter are measured, and thus, the input power to the tested SG 
is known. 

But today, when the torque and speed are estimated, in commercial direct-torque-controlled (DTC) 
induction motor (IM) drives with PWM converters, the input to the SG for testing is also known, thereby 
eliminating the dynamometer and providing for precise speed control (Figure 8.3). 


8.2.1.1 The Open-Circuit Saturation Curve 


The open-circuit saturation curve is obtained when driving the SG at rated speed, on open circuit, and 
acquiring the SG terminal voltage, frequency, and field current. 
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FIGURE 8.4 Saturation curves. 


At least six readings below 60%, ten readings from 60 to 110%, two from 110 to 120%, and one at 
about 120% of rated speed voltage are required. A monotonous increase in field current should be 
observed. The step-up power transformer at SG terminals should be disconnected to avoid unintended 
high-voltage operation (and excessive core losses) in the latter. 

When the tests are performed at lower than rated speed (such as in hydraulic units), corrections for 
frequency (speed) have to be made. A typical open-circuit saturation curve is shown in Figure 8.4. The 
airgap line corresponds to the maximum slope from origin that is tangent to the saturation curve. 


8.2.1.2 The Core Friction Windage Losses 


The aggregated core, friction, and windage losses may be measured as the input power P,, (Figure 8.3) 
for each open-circuit voltage level reading. As the speed is kept constant, the windage and friction losses 
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FIGURE 8.5 Core (P.,,.) and friction windage (P;,,) losses vs. armature voltage squared at constant speed. 


core 


are constant (P;,= constant). Only the core losses P 


ore WCrease approximately with voltage squared 
(Figure 8.5). 


8.2.1.3 The Short-Circuit Saturation Curve 


The SG is driven at rated speed with short-circuited armature, while acquiring the stator and field currents 
I,, and I;. Values should be read at rated 25%, 50%, 75%, and 100%. Data at 125% rated current should 
be given by the manufacturer, to avoid overheating the stator. The high current points should be taken first 
so that the temperature during testing stays almost constant. The short-circuit saturation curve (Figure 8.4) 
is a rather straight line, as expected, because the machine is unsaturated during steady-state short-circuit. 


8.2.1.4 The Short-Circuit and Strayload Losses 


At each value of short-circuit stator current, I,., the input power to the tested SG (or the output power 
of the drive motor) P,,, is measured. Their power contains the friction, windage losses, the stator winding 


DC losses (3I,.;7R,g.)» and the strayload loss P,,,,, load (Figure 8.6): 


sc3 stray 


Px. = Py, + 33 Re + P, (8.13) 


trayload 

During the tests, it may happen that the friction windage loss is modified because temperature rises. 
For a specified time interval, an open-circuit test with zero field current is performed, when the whole 
loss is the friction windage loss (P,) = P;,). If P;, varies by more than 10%, corrections have to be made 
for successive tests. 

Advantage may be taken of the presence of the driving motor (rated at less than 5% SG ratings) to 
run zero-power load tests at rated current and measure the field current J,, terminal voltage V,; from 
rated voltage downward. 

A variable reactance is required to load the SG at zero power factor. A running, underexcited synchro- 
nous machine (SM) may constitute such a reactance, made variable through its field current. Adjusting 
the field current of the SG and SM leads to voltage increasing points on the zero power factor saturation 
curve (Figure 8.4). 


8.2.2 Electric Input (Idle-Motoring) Method for Saturation Curves and Losses 


According to this method, the SG performs as an unloaded synchronous motor supplied from a variable 
voltage constant frequency power rating supply. Though standards indicate to conduct these tests at rated 
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FIGURE 8.7 Idle motoring test for loss segregation and open-circuit saturation curve. 


speed only, there are generators that also work as motors. Gas-turbine generators with bidirectional static 
converters that use variable speed for generation and turbine starting as a motor are a typical example. 
The availability of PWM static converters with close to sinusoidal current waveforms recommends them 
for the no-load motoring of SG. Alternatively, a nearly lower rating SG (below 3% of SG rating) may 
provide for the variable voltage supply. 

The testing scheme for the electric input method is described in Figure 8.7. 

When supplied from the PWM static converter, the SG acting as an idling motor is accelerated to the 
desired speed by a sensorless control system. The tested machine is vector controlled; thus, it is “in 
synchronism” at all speeds. 

In contrast, when the power supply is a nearby SG, the tested SG is started either as an asynchronous 
motor or by accelerating the power supply generator simultaneously with the tested machine. Suppose 
that the SG was brought to rated speed and acts as a no-load motor. To segregate the no-load loss 
components, the idling motor is supplied with descending stator voltage and descending field current so 
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FIGURE 8.8 Loss segregation for idle-running motor testing. 


as to keep unity power factor conditions (minimum stator current). The loss components of (input 
electric power) P,,,, are as follows: 


Pi = Pao + Pores + PB; (8.14) 
om culd coreo fw 


The stator winding loss P.,;9 is 


Pyao = 3Rade Io” (8.15) 
and may be subtracted from the electric input P,,, (Figure 8.8). 

There is a minimum stator voltage V,,,;,. at unity power factor, for which the idling synchronous motor 
remains at synchronism. The difference P,,,, — P.,;9 is represented in Figure 8.8 as a function of voltage 
squared to underscore the core loss almost proportionally to voltage squared at given frequency (or to 
V/f in general) A straight line is obtained through curve fitting. This straight line is prolonged to the 
vertical axis, and thus, the mechanical loss P;, is obtained. So, the P,,,. and P;, were segregated. The open- 
circuit saturation curve may be obtained as a bonus (down to 30% rated voltage) by neglecting the voltage 
drop over the synchronous reactance (current is small) and over the stator resistance, which is even 
smaller. Moreover, if the synchronous reactance X, (an “average” of X, and X,) is known from design 
data, at unity power factor, the no-load voltage (the electromagnetic field [emf] E,) is 


E, = (M-RIe)e x21 (8.16) 


The precision in E, is thus improved, and the obtained open-circuit saturation curve, E,(J,), is more 
reliable. The initial 30% part of the open-circuit saturation curve is drawn as the airgap line (the tangent 
through origin to the measured open-circuit magnetic curve section). To determine the short-circuit and 
strayload losses, the idling motor is left to run at about 30% voltage (and at an even lower value, but for 
stable operation). By controlling the field current at this low, but constant, voltage, about six current 
step measurements are made from 125 to 25% of rated stator current. At least two points with very low 
stator current are also required. Again, total losses for this idling test are 


(Pr ere = Pry ar Prove + Pan Bo Porayload (8.17) 
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FIGURE 8.10 V curve at low voltage V,,,;, (1), open-circuit saturation curve (2), short-circuit saturation curve (3). 


This time, the test is done at constant voltage, but the field current is decreased to increase the stator 
current up to 125%. So, the strayload losses become important. As the field current is reduced, the power 
factor decreases, so care must be exercised to measure the input electric power with good precision. As 
the P;, loss is already known from the previous testing, speed is constant, P,,,. is known from the same 


core 
source at the same low voltage at unity power factor conditions, and only P.,,, + P, have to be 


core trayload 


determined as a function of stator current. 

Additionally, the dependence of I, on I, may be plotted from this low-voltage test (Figure 8.9). The 
intersection of this curve side with the abscissa delivers the field current that corresponds to the testing 
voltage V,,,,;, on the open-circuit magnetization curve. The short-circuit saturation curve is just parallel 
to the V curve side T,(Z)) (see Figure 8.10). 

We may conclude that both separate driving and electric power input tests allow for the segregation 
of all loss components in the machine and thus provide for the SG conventional efficiency computation: 


p->'P 
na ae 
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I I 
yi P= Phy + Pre + Pay (4) + Pape + Rae (8.18) 


n n 


The rated stator-winding loss P.,,, and the rated stray-load loss Porayioaq are determined in short-circuit 
tests at rated current, while P.,,, is determined from the open-circuit test at rated voltage. It is disputable 
if the core losses calculated in the no-load test and strayload losses from the short-circuit test are the 
same when the SG operates on loads of various active and reactive power levels. 


8.2.3 Retardation (Free Deceleration Tests) 


In essence, after the SG operates as an uncoupled motor at steady state to reach normal temperatures, 
its speed is raised at 110% speed. Evidently, a separate SG supply capable of producing 110% rated 
frequency is required. Alternatively, a lower rated PWM converter may be used to supply the SG to slowly 
accelerate the SG as a motor. Then, the source is disconnected. The prime mover of the SG was decoupled 
or “dewatered.” 

The deceleration tests are performed with I, 1, = 0; then with I, #0, 1,= 0 (open circuit), and, 
respectively, for I= constant, and V, = 0 (short-circuit). In the three cases, the motion equation leads to 
the following: 


=—P;,(,)—Poe(@, ) (8.19) 


The speed vs. time during deceleration is measured, but its derivation with time has to be estimated 
through an adequate digital filter to secure a smooth signal. 

Provided the inertia J is a priori known, at about rated speed, the speed @,,, and its derivative dw,/dt 
are acquired and used to calculate the losses for that rated speed, as shown on the right side of Equation 
8.19 (Figure 8.11). 


Short circuit 
Open circuit 


Open circuit with 
zero field current 


FIGURE 8.11 Retardation tests. 
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With the retardation tests done at various field current levels, respectively, at different values of short- 
circuit current, at rated speed, the dependence of E,(I,), Poye(Iz), and P,(I,.;) may be obtained. Also, 


corel 
P,, (ies ) = 3 Rade lox + Prrayload (1.3) (8.20) 


In this way, the open-circuit saturation curve E, (i) is obtained, provided the terminal voltage is also 
acquired. Note that if the SG is excited from its exciter (brushless, in general), care must be exercised to 
keep the excitation current constant, and the exciter input power should be deducted from losses. 

If overspeeding is not permitted, the data are collected at lower than rated speed with the losses 
corrected to rated speed (frequency). A tachometer, a speed recorder, or a frequency digital electronic 
detector may be used. 

As already pointed out, the inertia J has to be known a priori for retardation tests. Inertia may be 
computed by using a number of methods, including through computation by manufacturer or from 
Equation 8.19, provided the friction and windage loss at rated speed P;,, (@,,,) are already known. With 
the same test set, the SG is run as an idling motor at rated speed and voltage for unity power factor 
(minimum current). Subtracting from input powers the stator winding loss, P,, + P.,,.. corresponding 
to no load at the same field current, I; is obtained. Then, Equation 8.19 is used again to obtain J. 
Finally, the physical pendulum method may be applied to calculate J (see IEEE standard 115-1995, 
paragraph 4.4.15). 

For SGs with closed-loop water coolers, the calorimetric method may be used to directly measure the 
losses. Finally, the efficiency may be calculated from the measured output to measured input to SG. This 
direct approach is suitable for low- and medium-power SGs that can be fully loaded by the manufacturer 
to directly measure the input and output with good precision (less than 0.1 to 0.2%). 


8.3. Excitation Current under Load and Voltage Regulation 


The excitation (field) current required to operate the SG at rated steady-state active power, power factor, 
and voltage is a paramount factor in the thermal design of a machine. 

Two essentially graphical methods — the Potier reactance and the partial saturation curves — were 
introduced in Chapter 7 on design. Here we will treat, basically, in more detail, variants of the Potier 
reactance method. 

To determine the excitation current under specified load conditions, the Potier (or leakage) reactance 
X,, the unsaturated d and q reactance X,,, and X,,, armature resistance R,, and the open-circuit saturation 
curve are needed. Methods for determining the Potier and leakage reactance are given first. 


@ 


8.3.1 The Armature Leakage Reactance 


We can safely say that there is not yet a widely accepted (standardized) direct method with which to 
measure the stator leakage (reactance) of SGs. To the valuable heritage of analytical expressions for the 
various components of X; (see Chapter 7), finite element method (FEM) calculation procedures were 
added [2, 3]. 


The stator leakage inductance may be calculated by subtracting two measured inductances: 


L = Lau = Lian (8.21) 


3 L a 


‘afdu 
V3o n I fadbase 


wlry 


Laan oa Login 7 (8.22) 


Zs 
Ny 
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where L,,, is the unsaturated axis synchronous inductance, and L,,, is the stator to field circuit mutual 
inductance reduced to the stator. L,,,, is the same mutual inductance but before reduction to stator. Ij, 
(base value) is the field current that produces, on the airgap straight line, the rated stator voltage on the 
open stator circuit. Finally, N,, is the field-to-armature equivalent turn ratio that may be extracted from 
design data or measured as shown later in this chapter. 

The N,, ratio may be directly calculated from design data as follows: 


_ 3 Tatvase (A) 


N, ~ Ei 
; 2 1 fa(base) (A) 


> 1 dbase = T sabase : Lada (8.23) 


where igiaser Tavaser ANA T,yqse are in amperes, but /,,, is in PU. 

A method to directly measure the leakage inductance (reactance) is given in the literature [4]. The 
reduction of the Potier reactance when the terminal voltage increases is documented in Reference [4]. A 
simpler approach to estimate X; would be to average homopolar reactance X, and reactance of the machine 
without the rotor in place, X;,;,: 


xX, 7 (xX, ee (8.24) 


In general, X, < X, and X,,;, > X, so an average of them seems realistic. 
Alternatively, 


Xx a X wir _ X oir (8.25) 
X,;, tepresents the reactance of the magnetic field that is closed through the stator bore when the rotor 


is not in place. From two-dimensional field analysis, it was found that X,;, corresponds to an equivalent 
airgap of t/m (axial flux lines are neglected): 


2 
_ 6,0, (Wik, ) tl; wag O Laan { gtk, (8 26) 


air ~~ n’ p,(t/ 7) = Kaa Tt 


where 
t = the pole pitch 
g = the airgap 
], = the stator stack length 
Kya = Ledul Linn > 9-9 (see Chapter 7) 


The measurement of X, will be presented later in this chapter, while X,,,, may be measured through a 
three-phase AC test at a low voltage level, with the rotor out of place. As expected, magnetic saturation 
is not present when measuring X, and X,,;,. In reality, for large values of stator currents and for very high 
levels of magnetic saturation of stator teeth or rotor pole, the leakage flux paths get saturated, and X, 
slightly decreases. FEM inquiries [2, 3] suggest that such a phenomenon is notable. 

When identifying the machine model under various conditions, a rather realistic, even though not 
exact, value of leakage reactance is a priori given. The above methods may serve this purpose well, as 
saturation will be accounted for through other components of the machine model. 


8.3.2 The Potier Reactance 


Difficulties in measuring the leakage reactance led, shortly after the year 1900, to an introduction by 
Potier of an alternative reactance (Potier reactance) that can be measured from the zero-power-factor 
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FIGURE 8.12 Potier reactance from zero power factor saturation curve. 


load tests, at given stator voltage. At rated voltage tests, the Potier reactance X, may be larger than the 
actual leakage reactance by as much as 20 to 30%. 

The open-circuit saturation and zero-power-factor rated current saturation curves are required to 
determine the value of X, (Figure 8.12). 

At rated voltage level, the segment a’d’ = ad is marked. A parallel to the airgap line through a’ intersects 
the open-circuit saturation curve at point b’. The segment b’c’ is as follows: 


be’ = X,I, (8.27) 


It is argued that the value of X, obtained at rated voltage level may be notably larger than the leakage 
reactance X,, at least for salient-pole rotor SGs. A simple way to correct this situation is to apply the same 
method but at a higher level of voltage, where the level of saturation is higher, and thus, the seg- 
ment b’c” <b’c’ and Xj, < X, and, approximately, 


bc” 
I 


a 


X= Xh= (8.28) 


It is not yet clear what overvoltage level can be considered, but less than 110% is feasible if the SG 
may be run at such overvoltage without excessive overheating, even if only for obtaining the zero-power- 
factor saturation curve up to 110%. 

When the synchronous machine is operated as an SG on full load, other methods to calculate X, from 
measurements are applicable [1]. 


8.3.3 Excitation Current for Specified Load 


The excitation field current for specified electric load conditions (voltage, current, power factor) may be 
calculated by using the phasor diagram (Figure 8.13). 
For given stator current [,, terminal voltage E,, and power factor angle @, the power angle 5 may be 


calculated from the phasor diagram as follows: 
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FIGURE 8.13 Phasor diagram with unsaturated reactances X,, and X,,,and the open-circuit saturation curve. E, is 
the terminal phase voltage; 5 is the power angle; I, is the terminal phase current; @ is the power factor angle; E,, is 
the voltage back of X,,; R, is the stator phase resistance; and E,, is the voltage back of X;,,. 


qu? 


IR, sin@+ I, X 4, cos@ 
E, +1,R, cos@ + I, X q, in 


1 


6 = tan™ (8.29) 


I,=1, sin(5+@) 5 1,=1, cos(3+@) (8.30) 


Once the power angle is calculated, for given unsaturated reactances Xj,, X,,, and stator resistance, the 
computation of voltages Eg, and E,,, with the machine considered as unsaturated, is feasible: 


E 


Gu = E, + RI + Hy X qu + jXaX tu (8.31) 
Bou =(E, + R,1,)cos8+ Xau1, sin(5+@) (8.32) 


Corresponding to E,,, from the open-circuit saturation curve (Figure 8.13), the excitation current Ipy 
is found. The voltage back of Potier reactance E, is simply as follows (Figure 8.13): 


E, =E,+RI,+ jXp1, 


(8.33) 
. ma 2 
E,= le sinp+I,X,) +(E, cos +I,R,) 


The excitation current under saturated conditions that produces E, along the open-circuit saturation 
curve, is as follows (Figure 8.13): 


Lai, ei. (8.34) 


The “saturation” field current supplement is I. The field current I, corresponds to the saturated machine 
and is the excitation current under specified load. This information is crucial for the thermal design of 
SG. The procedure is similar for the cylindrical rotor machine, where the difference between X,, and X,, 
is small (less than 10%). For variants of this method see Reference [1]. 

All methods in Reference [1] have in common a critical simplification: the magnetic saturation 
influence is the same in axes d and q, while the power angle 6 calculated with unsaturated reactance X,, 
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FIGURE 8.14 The transient model phasor diagram. 


is considered to hold for all load conditions. The reality of saturation is much more complicated, but 
these simplifications are still widely accepted, as they apparently allowed for acceptable results so far. 

The consideration of different magnetization curves along axes d and q, even for cylindrical rotors, 
and the presence of cross-coupling saturation were discussed in Chapter 7 on design, via the partial 
magnetization curve method. This is not the only approach to the computation of excitation current 
under load in a saturated SG, and new simplified methods to account for saturation under steady state 
are being produced [5]. 


8.3.4 Excitation Current for Stability Studies 


When investigating stability, the torque during transients is mandatory. Its formula is still as follows: 


T, =W1,-V la (8.35) 
When damping windings effects are neglected, the transient model and phasor diagram may be used, 
with X/ replacing X,, while X, holds steady (Figure 8.14). 

As seen from Figure 8.14, the total open-circuit voltage E,,,,.,» which defines the required field current 
Trotab is 


Eronat = Ey, +(Xdu— X4)La + Xela (8.36) 


E, =E, cos6+1,Xj sin(5+9) (8.37) 


This time, at the level of FE, (rather than E,), the saturation increment in excitation (in P.U.), AX,a,*Ti 
is determined from the open-circuit saturation curve (Figure 8.14). The nonreciprocal system (Equation 
8.23) is used in P.U. It is again obvious that the difference in saturation levels in the d and q axes is 
neglected. The voltage regulation is the relative difference between the no-load voltage E,,,,, (Figure 8.14) 
corresponding to the excitation current under load, and the SG rated terminal voltage E,,,: 


E 
voltage regulation =“ —] (8.38) 


‘an 


8.3.5 Temperature Tests 


When determining the temperature rise of various points in an SG, it is crucial to check its capability to 
deliver load power according to specifications. The temperature rise is calculated with respect to a 
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reference temperature. Coolant temperature is now a widely accepted reference temperature. A temper- 
ature rise at one (rated) or more specified load levels is required from temperature tests. When possible, 
direct loading should be applied to do temperature testing, either at the manufacturer’s or at the user’s 
site. Four common temperature testing methods are described here: 


* Conventional (direct) loading 

+ Synchronous feedback (back-to-back motor [M] + generator [G]) loading 
* Zero-power-factor load test 

* Open-circuit and short-circuit loading 


8.3.5.1 Conventional Loading 


The SG is loaded for specified conditions of voltage, frequency, active power, armature current, and field 
current (the voltage regulator is disengaged). The machine terminal voltage should be maintained within 
+2% of rated value. If so, the temperature increases of different parts of the machine may be plotted vs. 
P.U. squared apparent power (MVA)’. As the voltage-dependent and current-dependent losses are gen- 
erally unequal, the stator-winding temperature rise may be plotted vs. armature current squared (A’), 
while the field-winding temperature can be plotted vs. field-winding dissipated power: 
P,,, = Ryip’ (KW). Linear dependencies are expected. If temperature testing is to be done before com- 
missioning the SG, then the last three methods listed above are to be used. 


8.3.5.2 Synchronous Feedback (Back-to-Back) Loading Testing 


Two identical SGs are coupled together with their rotor axes shifted with respect to each other by twice 
the rated power angle (25,,). They are driven to rated speed before connecting their stators (C,-open) 
(Figure 8.15). 

Then, the excitation of both machines is raised until both SMs show the same rated voltage. With 
the synchronization conditions met, the power switch C, is closed. Further on, the excitation of one of 
the two identical machines is reduced. That machine becomes a motor and the other a generator. Then, 
simultaneously, SM excitation current is reduced and that of the SG is increased to keep the terminal 
voltage at rated value. The current between the two machines increases until the excitation current of 
the SG reaches its rated value, by now known for rated power, voltage, cos @. The speed is maintained 
constant through all these arrangements. The net output power of the driving motor covers the losses 
of the two identical synchronous machines, 2%,, but the power exchanged between the two machines 
is the rated power P, and can be measured. So, even the rated efficiency can be calculated, besides 
offering adequate loading for temperature tests by taking measurements every half hour until temper- 
atures stabilize. 

Two identical machines are required for this arrangement, along with the lower (6%) rating driving 
motor and its coupling. It is possible to use only the SM and SG, with SM driving the set, but then the 
local power connectors have to be sized to the full rating of the tested machines. 
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FIGURE 8.16 Equalizing the voltage back of Potier reactance for synchronous condenser and synchronous generator 
operation modes. 


8.3.5.3. Zero-Power-Factor Load Test 


The SG works as a synchronous motor uncoupled at the shaft, that is, a synchronous condenser (S.CON). 
As the active power drawn from the power grid is equal to SM losses, the method is energy efficient. 
There are, however, two problems: 


+ Starting and synchronizing the SM to the power source 
+ Making sure that the losses in the S.CON equal the losses in the SG at specified load conditions 


Starting may be done through an existing SG supply that is accelerated in the same time with the SM, 
up to the rated speed. A synchronous motor starting may be used instead. To adjust the stator winding, 
core losses, and field-winding losses, for a given speed, and to provide for the rated mechanical losses, 
the supply voltage (E,); con and the field current may be adjusted. 

In essence, the voltage (E,);scon has to provide the same voltage behind Potier reactance with the 
S.CON as with the voltage E, of SG at a specified load (Figure 8.16): 


Gee =(E, i (8.39) 


There are two more problems with this otherwise good test method for heating. One problem is the 
necessity of the variable voltage source at the level of the rated current of the SG. The second is related 
to the danger of too high a temperature in the field winding in SGs designed for larger than 0.9 rated 
power factor. The high level of E, in the SG tests claims too large a field current (larger than for the rated 
load in the SG design). 

Other adjustments have to be made for refined loss equivalence, such that the temperature rise is close 
to that in the actual SG at specified (rated load) conditions. 


8.3.5.4 Open-Circuit and Short-Circuit “Loading” 


As elaborated upon in Chapter 7 on design, the total loss of the SG under load is obtained by adding 
the open-circuit losses at rated voltage and the short-circuit loss at rated current and correcting for 
duplication of heating due to windage losses. 

In other words, the open-circuit and short-circuit tests are done sequentially, and the overtemperatures 
At,= (At) and At,. are added, while subtracting the additional temperature rise due to duplication 
of mechanical losses At,,: 


opencircuit 
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At, = (At) nara = (At) cima = (4), (8.40) 


The temperature rise (Af),, due to windage losses may be determined by a zero excitation open-circuit 
run. For more details on practical temperature tests, see Reference [1]. 


8.4 The Need for Determining Electrical Parameters 


Prior to the period from 1945 to 1965, SG transient and subtransient parameters were developed and 
used to determine balanced and unbalanced fault currents. For stability response, a constant voltage 
back-transient reactance model was applied in the same period. 

The development of power electronics controlled exciters led, after 1965, to high initial excitation 
response. Considerably more sophisticated SG and excitation control systems models became necessary. 
Time-domain digital simulation tools were developed, and small-signal linear eigenvalue analysis became 
the norm in SG stability and control studies. Besides second-order (two rotor circuits in parallel along 
each orthogonal axis) SG models, third and higher rotor order models were developed to accommodate 
the wider frequency spectrum encountered by some power electronics excitation systems. These practical 
requirements led to the IEEE standard 115A-1987 on standstill frequency testing to deal with third rotor 
order SG model identification. 

Tests to determine the SG parameters for steady states and for transients were developed and stan- 
dardized since 1965 at a rather high pace. Steady-state parameters — X,, unsaturated (X,,,) and saturated 
(X,,), and X,, unsaturated (X,,,) and saturated (X,,) — are required first in order to compute the active 
and reactive power delivered by the SG at given power angle, voltage, armature current, and field current. 

The field current required for given active, reactive powers, power factor, and voltage, as described in 
previous paragraphs, is necessary in order to calculate the maximum reactive power that the SG can deliver 
within given (rated) temperature constraints. The line-charging maximum-absorbed reactive power of the 
SG at zero power factor (zero active power) is also calculated based on steady-state parameters. 

Load flow studies are based on steady-state parameters as influenced by magnetic saturation and 
temperature (resistances R, and R,). The subtransient and transient parameters (Xj, Xj, Ty Tj, Xp 
Xj» Tio Tio Tyo), determined by processing the three-phase short-circuit tests, are generally used to study 
the power system protection and circuit-breaker fault interruption requirements. The magnetic saturation 
influence on these parameters is also needed for better precision when they are applied at rated voltage 
and higher current conditions. Empirical corrections for saturation are still the norm. 

Standstill frequency response (SSFR) tests are mainly used to determine third-order rotor model sub- 
subtransient, subtransient, and transient reactances and time constraints at low values of stator current 
(0.5% of rated current). They may be identified through various regression methods, and some have 
been shown to fit well the SSFR from 0.001 Hz to 200 Hz. Such a broad frequency spectrum occurs in 
very few transients. Also, the transients occur at rather high and variable local saturation levels in the SG. 

In just how many real-life SG transients are such advanced SSFR methods a must is not yet very clear. 
However, when lower frequency band response is required, SSFR results may be used to produce the 
best-fit transient parameters for that limited frequency band, through the same regression methods. 

The validation of these advanced third (or higher) rotor order models in most important real-time 
transients led to the use of similar regression methods to identify the SG transient parameters from online 
admissible (provoked) transients. Such a transient is a 30% variation of excitation voltage. Limited 
frequency range oscillations of the exciter’s voltage may also be performed to identify SG models valid 
for on-load transients, a posteriori. 

The limits of short-circuit tests or SSFR taken separately appear clearly in such situations, and their 
combination to identify SG models is one more way to better the SG modeling for on-load transients. 
As all parameter estimation methods use P.U. values, we will revisit them here in the standardized form. 
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8.5 Per Unit Values 


Voltages, currents, powers, torque, reactances, inductances, and resistances are required, in general, to 
be expressed in per unit (P.U.) values with the inertia and time constants left in seconds. Per-unitization 
has to be consistent. In general, three base quantities are selected, while the others are derived from the 
latter. The three commonly used quantities are three-phase base power, Sy, line-to-line base terminal 
voltage Ey,, and base frequency, fy. 

To express a measurable physical quantity in P.U., its physical value is divided by the pertinent base 
value expressed in the same units. Conversion of a P.U. quantity to a new base is done by multiplying 
the old P.U. value by the ratio of the old to the new base quantity. The three-phase power Sy, of an SG 
is taken as its rated kilovoltampere (kVA) (or megavoltampere [MVA]) output (apparent power). 

The single-phase base power Sy is Sy = Syq/3. 

Base voltage is the rated line-to-neutral voltage Ey: 


E 
Ey = (ViKV) 3) Eva = Ex (8.41) 


V3 


RMS quantities are used. 

When sinusoidal balanced operation is considered, the P.U. value of the line-to-line and of the phase- 
neutral voltages is the same. Baseline current I, is that value of stator current that corresponds to rated 
(base) power at rated (base) voltage: 


Iy = =—~ (A) $ Sy=Syal3 (8.42) 


For delta-connected SGs, the phase base current In, is as follows: 


T= Sie ay Ena = Ey (8.43) 
NA 
The base impedance Zy is 
2 2 
Dx Ey — Ew’ Eva (8.44) 


I N Sy Sw A 


The base impedance corresponds to the balanced load phase impedance at SG terminals that requires the 
rated current I, at rated (base) line to neutral (base) voltage Ey. Note that, in some cases, the field-circuit- 
based impedance Z,,,,,. is defined in a different way (Z, is abandoned for the field-circuit P.U. quantities): 


Z poase = Swa 35 (8.45) 


( T fabase ) ( falbase ) 


Travase 18 the field current in amperes required to induce, at stator terminals, on an open-circuit straight 
line, the P.U. voltage E,: 
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E,(P.U.)= X,a(P.U.),(P.U.) (8.46) 


where 
I, = the P.U. value of stator current Iy 
X ja, = the mutual P.U. reactance between the armature winding and field winding on the base Zy 


In general, 


Xa = Xadu + Xx) (8.47) 


where 
X,,, = the unsaturated d axis reactance 
X, = the leakage reactance 


The direct addition of terms in Equation 8.47 indicates that X,,,, is already reduced to the stator. Rankin 
[6] designated ig;,,,. a8 the reciprocal system. 

In the conventional (nonreciprocal) system, the base current of the field winding Ijz,,., corresponds to 
the 1.0 P.U. volts E, on an open-circuit straight line: 


i ‘fdbase =I fabase x dau ( 8.48 ) 


The Rankin’s system is characterized by equal stator/field and field/stator mutual reactances in P.U. 
values. 

The correspondence between iggase AN. Tjapase is Shown graphically in Figure 8.17. 

All rotor quantities, such as field-winding voltage, reactance, and resistance, are expressed in P.U. 
values according to either the conventional (Iji,,s.) or to the reciprocal (ig,,,,.) field current base quantity. 

The base frequency is the rated frequency fy. Sometimes, the time also has a base value ty = 1/fy. The 
theoretical foundations and the definitions behind expressions of SG parameters for steady-state and 
transient conditions were described in Chapter 5 and Chapter 6. Here, they will be recalled at the moment 
of utilization. 


E,(BU.) = Xaqu(PU.) 


ifdbase 
Field current (A) 


FIGURE 8.17 Tpjjase ANA igghase base field current definitions. 
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8.6 Tests for Parameters under Steady State 


Steady-state operation of a three-phase SG usually takes place under balanced load conditions. That is, 
phase currents are equal in amplitude but dephased by 120° with each other. There are, however, situations 
when the SG has to operate under unbalanced steady-state conditions. As already detailed in Chapter 5 
(on steady-state performance), unbalanced operation may be described through the method of symmet- 
rical components. The steady-state reactances X,, X,, or X,, correspond to positive symmetrical compo- 
nents: X, for the negative and X, for the zero components. Together with direct sequence parameters for 
transients, X, and X, enter the expressions of generator current under unbalanced transients. 

In essence, the tests that follow are designed for three-phase SGs, but with some adaptations, they 
may also be used for single-phase generators. However, this latter case will be treated separately in Chapter 
12 in Variable Speed Generators, on small power single-phase linear motion generators. 

The parameters to be measured for steady-state modeling of an SG are as follows: 


X,, is the unsaturated direct axis reactance 


6 


X,, is the saturated direct axis reactance dependent on SG voltage, power (in MVA), and power 


factor 

X,q, is the unsaturated direct axis mutual (stator to excitation) reactance already reduced to the 
stator (X= Xqa, + X7) 

X, is the stator leakage reactance 

X,q; is the saturated (main flux) direct axis magnetization reactance (X,,= X,4,+ X;) 

X,, is the unsaturated quadrature axis reactance 


X,, is the saturated quadrature axis reactance 


4s 
x. is the saturated quadrature axis magnetization reactance 
X, is the negative sequence resistance 

X, is the zero-sequence reactance 

R, is the zero-sequence resistance 

SCR is the short-circuit ratio (1/X;,,) 


+ 6 is the internal power angle in radians or electrical degrees 


All resistances and reactances above are in P.U. 


8.6.1 X4,, Xq, Measurements 


The unsaturated direct axis synchronous reactance X,,, (P.U.) can be calculated as a ratio between two 
field currents: 


I 
X;, =— (8.49) 
Tig 
where 
I,s, = the field current on the short-circuit saturation curve that corresponds to base stator current 
Ig = the field current on the open-loop saturation curve that holds for base voltage on the airgap 
line (Figure 8.18) 
Also, 


Xu = Xadu + Xx) (8.50) 


When saturation occurs in the main flux path, X,,,, is replaced by its saturated value X,,,: 


adu 
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FIGURE 8.18 X;,,, calculation. 


pe ee (8.51) 


As for steady state, the stator current in P.U. is not larger than 1.2 to 1.3 (for short time intervals), the 
leakage reactance X,, still to be considered constant through its differential component, may vary with 
load conditions, as suggested by recent FEM calculations [2, 3]. 


8.6.2 Quadrature-Axis Magnetic Saturation X, from Slip Tests 


It is known that magnetic saturation influences X, and, in general, 


Xe SK (8.52) 


The slip tests and the maximum lagging current test are considered here for X, measurements. 


8.6.2.1 Slip Test 


The SG is driven at very low slip (very close to synchronism) with open field winding. The stator is fed 
from a three-phase power source at rated frequency. The slip is the ratio of the frequency of the emf of 
the field winding to the rated frequency. A low-voltage spark gap across the field-winding terminal would 
protect it from too high accidental emfs. The slip has to be very small to avoid speed pulsations due to 
damper-induced currents. The SG will pass from positions in direct to positions in quadrature axes, with 
variations in power source voltage E, and current I, from (Ejay Ipmin) tO (Emin 1, 


jini) . 


Xe aK om ama (8.53) 


The degree of saturation depends on the level of current in the machine. To determine the unsaturated 
values of X; and X,, the voltage of the power source is reduced, generally below 60% of base value Vy. 

In principle, at rated voltage, notable saturation occurs, which at least for axis q may be calculated as 
function of I, with I,=Jomax- In axis d the absence of field current makes Xj (Ij = Jamin) less representative, 


though still useful, for saturation consideration. 
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8.6.2.2 Quadrature Axis (Reactance) X, from Maximum Lagging Current Test 


The SG is run as a synchronous motor with no mechanical load at open-circuit rated voltage field current 
Ing level, with applied voltages E, less than 75% of base value Ey. Subsequently, the field current is reduced 
to zero and reversed in polarity and increased again in small increments with the opposite polarity. 
During this period of time, the armature current increases slowly until instability occurs at ,,. When the 
field current polarity is changed, the electromagnetic torque (in phase quantities) becomes 


T, = 3p,(Yai, —Yis) = 30) [—Xaale +(Xa-Xq iu Ji (8.54) 
The ideal maximum negative field current I, that produces stability is obtained for zero torque: 
I, =(Xj—X,)-ig / Xa (8.55) 


The flux linkages are now as follows: 


cas J (8.56) 


Xa Xq 
Y=], 3 VY o=—1,=0 (8.57) 
QO, OO, 
The phase voltage E, is 
E, = w,'Y, = oY = Xi Mis (8.58) 
See also Figure 8.19. 
Finally, 
E, 
X,* F (8.59) 


Though the expression of X, is straightforward, running the machine as a motor on no-load is not 
always feasible. Synchronous condensers, however, are a typical case when such a situation occurs 
naturally. There is some degree of saturation in the machine, but this is mainly due to d axis magnetizing 
magnetomotive forces (mmfs; produced by excitation plus the armature reaction). Catching the situation 
when stability is lost requires very small and slow increments in I, which requires special equipment. 


8.6.3 Negative Sequence Impedance Z, 


Stator current harmonics may change the fundamental negative sequence voltage, but without changes 
in the fundamental negative sequence current. This phenomenon is more pronounced in salient motor 
pole machines with an incomplete damper ring or without damper winding, because there is a difference 
between subtransient reactances X,’ and X;’. 

Consequently, during tests, sinusoidal negative sequence currents have to be injected into the stator, 
and the fundamental frequency component of the negative sequence voltage has to be measured for 
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FIGURE 8.19 Phasor diagram for the maximum lagging current tests. 


correct estimation of negative sequence impedance Z,. In general, corrections of the measured Z, are 
operated based on a known value of the subtransient reactance Xj’. 

The negative sequence impedance is defined for a negative sequence current equal to rated current. A 
few steady-state methods to measure X, are given here. 


8.6.3.1 Applying Negative Sequence Currents 


With the field winding short-circuited, the SG is driven at synchronous (rated) speed while being supplied 
with negative sequence currents in the stator at frequency fy. Values of currents around rated current are 
used to run a few tests and then to claim an average Z, by measuring input power current and voltage. 

To secure sinusoidal currents, with a voltage source, linear reactors are connected in series. The 
waveform of one stator current should be analyzed. If current harmonics content is above 5%, the test 
is prone to appreciable errors. The parameters extracted from measuring power, P, voltage (E,), and 
current I, per phase are as follows: 


E : : 
Z, =— negative sequence impedance (8.60) 
P . F 
R, =—; negative sequence resistance (8.61) 
X,=\Z,°—R,’ negative sequence reactance (8.62) 


8.6.3.2 Applying Negative Sequence Voltages 


This is a variant of the above method suitable for salient-pole rotor SGs that lack damper windings. This 
time, the power supply has a low impedance to provide for sinusoidal voltage. Eventual harmonics in 
current or voltage have to be checked and left aside. Corrections to the above value are as follows [1]: 
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(8.63) 


8.6.3.3 Steady-State Line-to-Line Short-Circuit Tests 


As shown in Chapter 4, during steady-state line-to-line short-circuit at rated speed, the voltage of the 
open phase (E,) is as follows: 


2 
(E, ae = V3 2, Le (8.64) 
Harmonics are eliminated from both I... and (E,) spenphase: Their phase shift @,, is measured: 
E,v3 
2 = 3 ; R, =Z, cos@,, (8.65) 


7 21.9 


When the stator null point of the windings is not available, the voltage E,,, is measured (bc line short- 
circuit). Also, the phase shift @),. between E,,, and I,., is measured. Consequently, 


Ew 


V3Ie3 


The presence of the third harmonic in the short-circuit current needs to be addressed [1]. The corrected 
X,, value of X; is 


i= 


in (Q); R, =Z,cOS Qo (8.66) 


2 
X}+(X) 
2sc = : ( , i) (8.67) 
2X) 
Both X, and X;’ have to be determined at rated current level. With both E,, and I,, waveforms acquired 
during sustained short-circuit tests, only the fundamentals are retained by post-processing; thus, Z, and 
R, are determined with good precision. 


8.6.4 Zero Sequence Impedance Z, 


With the SG at standstill, and three phases in parallel (Figure 8.20a) or in series (Figure 8.20b), the stator 
is AC supplied from a single-phase power source. The same tests may also be performed at rated speed. 
As an alternative to taking phase-angle @, measurements, the input power P, may be measured: 


E 
Z,= ~ “ for parallel connection (8.68) 
3P, : 
R,= ra for parallel connection (8.69) 
E, . ; 
ZS for series connection (8.70) 


a 
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FIGURE 8.20 Single-phase supply tests to determine Z,. 


ee 
Eee 
Toy 
Qsc1 
FIGURE 8.21 Sustained two line-to-neutral short-circuit. 
i 5 for series connection (8.71) 
a 
Alternatively, 
R,=Z,cose, X,=VZ,’-R,’ (8.72) 


Among other methods to determine Z,, we mention here the two line-to-neutral sustained short- 
circuit (Figure 8.21) methods with the machine at rated speed. 
The zero sequence impedance Z, is simply 


2 (8.73) 


R,=Z,cosQy;  X,=/Z2-R? (8.74) 


In this test, the zero sequence current is, in fact, one third of the neutral current I,.,. As Z, is a small 
quantity, care must be exercised to reduce the influence of power, voltage, or current devices and of the 
leads in the measurements for medium and large power SGs. 


8.6.5 Short-Circuit Ratio 


The SCR is obtained from the open-circuit and short-circuit saturation curves and is defined as in IEEE 
standard 100-1992: 
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FIGURE 8.22 Extracting the short-circuit ratio (SCR). 


ilq Ej = jXaaslea 
a ee er ae iid 
qaxis 
iXasla 
FIGURE 8.23 Phasor diagram for zero losses. 
Tent _ 1 
SCR=——=—  (P.U.) (8.75) 

Tpsp = Xa 


where 
Ipyz, = the field current from the open-circuit saturation curve corresponding to rated voltage at 
rated frequency 
Tpsr = the field current for rated armature current from the three-phase short-circuit saturation 
curve at rated frequency (Figure 8.22) 


Though there is some degree of saturation considered in the SCR, it is by no means the same as for 
rated load conditions; this way, SCR is only a qualitative performance index, required for preliminary 
design (see Chapter 7). 


8.6.6 Angle 5, X,,, X,, Determination from Load Tests 


The load angle 4 is defined as the angular displacement of the center line of a rotor pole field axis from 
the axis of stator mmf wave (space vector), for a specified load. In principle 5, may also be measured 
during transients. When iron loss is neglected 4 is the angle between the field-current-produced emf and 
the phase voltage E,, as apparent from the phasor diagram (Figure 8.23). 

With the machine loaded, if the load angle 6 is measured directly by a separate sensor, the steady-state 
load measurements may be used to determine the steady-state parameters X,, and X,,, with known leakage 
reactance X, (X,,= X,4,+ X;) (Figure 8.21). The load angle 5 may be calculated as follows: 
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é=tan” Boa cc (8.76) 
E, +1,X,,sin@ 


As 8, I,, E,, and @ are measured directly, the saturated reactance X,, may be calculated directly for the 


qs 


actual saturation conditions. The I, [, current components are available: 


I, = I, sin(@+8) (8.77) 
I,=1, cos(@ +8) (8.78) 

Also, from Figure 8.21, 
Xaasl ja —(Xeas + Xi) Ig = E, cos (8.79) 


As the leakage reactance X, is considered already known, Ij, E,, and 6 are measured directly (after 
reduction to stator); I, is obtained from Equation 8.77; and Equation 8.79 yields the saturated value of 
the direct-axis reactance X,,= X,+ X,,,. The load angle may be measured by encoders, by resolvers, or 
by electronic angle shifting measuring devices [1]. 

The reduction factor of the directly measured excitation current to the stator from J; to Ij; may be 
taken from design data or calculated from SSFR tests as shown later in this chapter. If load tests are 
performed for different currents and power factor angles at constant voltage (P and Q) and 4, I,, cos @, 
and J,; are measured, families of curves X,, a+ If I;) and X,, (Ip I+ Ijaz) are obtained. Alternatively, 
the V,(I, [a+ Jz) and ‘V,(1,, I, + ju) curve family is obtained: 


i= Xi + Xaa(is tig) (8.80) 


WY, = Xesig (8.81) 


Based on such data, curve-fitting functions may be built. Same data may be obtained from FEM 
calculations. Such a confrontation between FEM and direct tests for steady-state parameter saturation 
curve families (Figure 8.24) for online large SGs is still awaited, while simplified interesting methods to 
account for steady-state saturation, including cross-coupling effects, are still produced [7, 8]. 

The saturation curve family, ¥4(I,, [y+ Ij) and Y,(J 


pda p tat Iq) may be determined as follows from 
standstill flux decay tests. 


8.6.7 Saturated Steady-State Parameters from Standstill Flux Decay Tests 


To account for magnetic saturation, high (rated) levels of current in the stator and in the field winding 
are required. Under standstill conditions, the cooling system of the generator might not permit long time 
operation. The testing time should be reduced. Further on, with currents in both axes Cp I+ Tia)> there 
will be torque, so the machine has to be stalled. Low-speed high-power SGs have large torque, and stalling 
is not easy. 

If the tests are done in axis d or in axis q, there will be no torque, and the cross-coupling saturation 
(between orthogonal axes) is not present. Flux decay tests consist of first supplying the machine with a 
small DC voltage with stator phases connected so as to place the stator mmf either along axis d or along 
axis q. All this time, the field winding may be short-circuited, open, or supplied with a DC current. At 
a certain moment after the I,,, V,, and I,,, are measured, the DC circuit is short-circuited by a fast switch 
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FIGURE 8.24 d and q axes flux vs. current curves family. 


with a very low voltage across it (when closed). A free-wheeling diode may be used instead, but its voltage 
drop should be recorded and its integral during flux (current) decay time in the stator should be 
subtracted from the initial flux linkage. The d and q reactances are then obtained for the initial (DC) 
situation, corresponding to the initial flux linkage in the machine. The test is repeated with increasing 
values of initial currents along axes d (i, + ij) and q (i,), and the flux current curve family as in Figure 
8.24 is obtained. The same tests may be run on the field winding with an open- or short-circuited stator. 

A typical stator connection of phases for d axis flux decay tests is shown in Figure 8.25a. 

To arrange the SG rotor in axis d, the stator windings, connected as in Figure 8.25a, are supplied with 
a reasonably large DC current with the field winding short-circuited across the free-wheeling diode. If 
the rotor is heavy and it will not move by itself easily, the stator is fed from an AC source with a small 


Fast (static 
power switch 
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FIGURE 8.25 Flux decay tests: (a) axis d and (b) axis q. 
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current, and the rotor is rotated until the AC field-induced current with the free-wheeling diode short- 
circuited will be at maximum. Alternatively, if phases b and c in series are AC supplied (Figure 8.25b), 
then the rotor is moved until the AC field-induced current becomes zero. For fractionary stator winding, 
the position of axis d is not so clear, and measurements in a few closely adjacent positions are required 
in order to average the results [1]. 

The SG equations in axes d and gq at zero speed are simply 


hei a (8.82) 
av, 
LR Ve-— (8.83) 


In axis d (Figure 8.25a), 


ee? (eee 2m). 21 F 

1, =—| 1, tt, cos] —— |+1, cos] -—— | |=1, 8.84 

1=2fi,sison{ +i 0 -7"]] (88 
ee pose, [27 21 a as 
1, =—| 0+4, sin| — |+1, sn} -— |]=0 54 =1, 8.85 
= 2(ovisin{ }sisin(-2)]-0 54 (3.85) 


The flux in axis q is zero. After short-circuiting the stator (V,;= 0) and integrating (8.82), 


co co 


R, J I,dt+K, J Vitiode Ut = (WY, loa = (, Maes (8.86) 
0 0 
K, = 2/3 as V, = V, and V, — V, = (2/3)V, (8.87) 


Equation 8.86 provides the key to determining the initial flux linkage if the final flux linkage is known. 
The final flux is produced by the excitation current alone and may be obtained from a flux decay test on 
the excitation, from same initial field current, with the stator open, but this time, recording the stator 
voltage across the diode V,(t) = V,,,(t) is necessary. As V,,,(t) = (3/2) V,(#), 


Y initial (i, ) = fF. (t) dts i, = 0 (8.88) 


0 


The initial d axis flux P jinitia is as follows: 


E dena (igs + ia) = Lita + Loa (i, + iin) (8.89) 


As i; and not ia (reduced to the stator) is measured, the value for the ratio a has to be determined 
first. It is possible to run a few flux decay tests on the stator, with zero field current, and then in the 
rotor, with zero stator current, and use the above procedure to calculate the initial flux (final flux is zero). 
When the initial flux in the stator from both tests is the same (Figure 8.26), then the ratio of the 
corresponding currents constitutes the reduction (turn ratio) value a: 
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FIGURE 8.26 Turns ratio a = i,,/ij. 
1 : : 
qa ij = hy (8.90) 
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The variation of a with the level of saturation should be small. When the tests are done in axis q 
(Figure 8.25b), 


i,=0 i,=-i, i, =0 (8.91) 
i=? | 4 an| 2™ |43,si0| 2" ||= 23, (8.92) 
3 3 3 aS 
2 ae 2 2 v,-V, 
V, ==| V, sin@+(V, - V, )sin Fl (V, v3 = ee (8.93) 
3 3) 3 2 ne 


Under flux decay, from Equation 8.53 with Equation 8.92 and Equation 8.93, 


ee A eee Lf 
Y initial (i > ldo ) = N3 J hy R, dt+ Al Vitiode dt (8.94) 
0 


The final flux in axis q is zero, despite the nonzero field current, because the two axes are orthogonal. 


Doing the tests for a few values of i,,,(i,,) and for specified initial values of i,, = 1, a family of curves 


V3 


may be obtained: 


YD initial (ipsa ga ) = LT gy + Logo Lag (i,, > iso) (8.95) 


Considering that the d axis stator current and field current mmfs are almost equivalent, the cross- 
coupling saturation in axis q is solved for all purposes. This is not so in axis d, where no cross-coupling 
has been explored. A way out of this situation is to “move” the stator mmf connected as in Figure 8.25 
by exchanging phases from a—b and c to b-a and c to c-a and b. This way, the rotor is left in the d axis 
position corresponding to a—b and c (Figure 8.25). Now, I, I, Vs and V, have to be considered together; 
thus, both families of curves may be obtained simultaneously, with 
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2 2 2 
i= ac cos(-0,,) +i, cos{ 8, + a i co -8, 7 | (8.96) 


2 21 20 
i, =—| i, sin(—0,, )+4, sin] —0,, +— ]+i, sin] —0,, -— 8.97 
1, i, sin ( _) l, sn oe ) 1, sin a ) (8.97) 


V, and V, are obtained with similar formulae, but notice that V,= V.=—V,/2. Then, the flux decay 
equations after integration are as follows: 


co co 


s V, 
Y dinitiat = V afinat + fis R,dt+—* J Ya dt (8.98) 
0 abco 0 
co Vio co 
Y oinitial = Y final as fi R, dt + —— fv diode dt (8.99) 
abco 


0 


The final values of flux in the two axes are produced solely by the field current. The flux decay test in 
the rotor is done again to obtain the following: 


Y niet ( ie = Jv (8. 100) 


YD initial (i )= -Jul) (8.101) 


Placing the rotor in axis d, then in axis q, and then with 6,, = = S will produce plenty of data to 


document the flux/current families that characterize the SG (Figure 8.24). Flux decay test results in axis d 
or axis q in large SGs to determine steady-state parameters as influenced by saturation were published [9], 
but the procedure — standard in principle — has to be further documented by very neat tests with cross- 
coupling thoroughly considered, and with hysteresis and temperature influence on results eliminated. 

The flux decay tests at nonzero or non-90° electric angle, introduced above, might be the way to obtain 
the whole flux/current (or flux/mmf) family of curves that characterizes the SG for various loads. Note 
that it may be argued that, though practically all values of i,, i,, and i may be produced in flux decay 
tests, the saturation influence on steady-state parameters may differ under load for the same current 
triplet. This is true because under load (at rated speed), the stator iron is AC magnetized (at frequency 
fy) and not DC magnetized as in flux decay tests. 

Direct-load tests or FEM comparisons with these flux decay tests will tell if this is more than an 
academic issue. The whole process of standstill flux decay tests may be computerized and, thus, mecha- 
nized, as static power switches are now available off the shelf. The tests take time, but apparently notably 
less time than the SSFR test. The two types of tests are, in fact, complementary, as one produces the 
steady-state (or static) saturated parameters for specified load conditions, while the other estimates the 
parameters for transients from such initial on-load steady-state states. The standstill flux decay tests were 
also used to estimate the parameters for transients by curve fitting the current decays vs. time [10, 11]. 
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8.7. Tests To Estimate the Subtransient and Transient Parameters 


Subtransient and transient parameters of the SG manifest themselves when sudden changes at or near 
stator terminals (short-circuits) or at the field current occur. Knowing the sudden balanced and unbal- 
anced short-circuit stator current peak value and evolution in time until steady state is useful in the 
design of SG protection, calibration of the trip stator and field-current circuit breakers, and calculation 
of the mechanical stress in the stator end turns. Sudden short-circuit tests from no-load or load operation 
have been performed for more than 80 years, and, in general, two stages during these transients were 
traditionally identified. 

The first, short in duration, characterized by steep attenuation of stator current [,, is called the 
subtransient stage. The second, larger and slower in terms of current decay rate is the so-called transient 
stage. Phenomenologically, in the transient stage, the transient currents in the rotor damper cage (or 
solid rotor) are already fully attenuated. Subtransient and transient stages are characterized by time 
constants: the time elapsed for a current decay to 1/e = 0.368 from its original value. Based on this 
observation, graphical methods were developed to identify the subtransient and transient parameters. 
As short-circuits from no load are typical, only the d axis parameters are obtained in general (X,’, T,X; 5 
T;). 

In acquiring the armature and field current during short-circuit, it is important to use a power switch 
that short-circuits all required phases in the same time. Also, noninductive shunts or Hall probe current 
sensors with leads kept close together or twisted or via optical fiber cables to reduce the induced parasitic 
voltages are to be used. 

To avoid large errors and high transient voltage in the field circuit, the latter has to be supplied from 
low-impedance constant voltage supply. For the case of brushless exciters, the field current sensor is 
placed on the rotor, and its output is transmitted through special slip-rings and brushes placed on purpose 
there, or through telemetry. 


8.7.1 Three-Phase Sudden Short-Circuit Tests 


The standard variation of stator terminal RMS AC components of current during a three-phase sudden 
short-circuit from no load is as follows: 


I,,(t)=——+| —-+— |e"™ +] —-+— |e"™ (8.102) 
5 oe ee See 5 rae 


where 
I(t) = the AC RMS short-circuit current (P.U.) 
E(t) = the no-load (initial) AC RMS phase voltage (P.U.) 


If the test is performed below 0.4 P.U. initial voltage, X,, is replaced by X,,, (unsaturated), with both taken 
from the open-circuit saturation curve. 

After subtracting the sinusoidal (steady-state) term in Equation 8.93, the second and third terms may 
be represented in semilogarithmic scales. The rapidly decaying portion of this curve represents the 
subtransient stage, while the straight line is the transient stage (Equation 8.102). 

The extraction of rms values of the stator AC short-circuit current components from its recorded 
waveform vs. time is now straightforward. If the field current is also acquired, the stator armature time 
constant T, may also be determined. The DC decay stator short-circuit current components from all 
three phases may also be extracted from the recorded (acquired) data. 

If a constant-voltage low-impedance supply to the field winding is not feasible, it is possible to 
simultaneously short-circuit the stator and the field winding. In this case, both the stator current and 
the field current decay to zero. From the stator point of view, the constant component in Equation 8.102 
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FIGURE 8.27 Analysis of subtransient and transient short-circuit current alternating current components. 


has to be eliminated. It is also feasible to reopen the stator circuit (after reaching steady short-circuit) 
and record the stator voltage recovery. 
The transient reactance X’, is as follows: 


E 
ae (8.103) 


I’ is the initial AC transient current (OT Figure 8.27) plus the steady-state short-circuit current E/X,. 
The subtransient reactance X/7’ is 


—— (8.104) 


I’ is the total AC peak at the time of short circuit I” = I’+OS (from Figure 8.27). 
The transient reactance is influenced by the saturation level in the machine. If Xj is to be used to 
describe transients at rated current, short-circuit tests are to be done for various initial voltages E to plot 
“” 


X’, (’). The short-circuit time constants T, and T,’ are obtained as the slopes of the straight lines C and 
D in Figure 8.27. 


8.7.2 Field Sudden Short-Circuit Tests with Open Stator Circuit 


a wu” 


The sudden short-circuit stator tests can provide values for Xj’, X, T’, and T;. The stator open-circuit 
subtransient and transient time constants Tj, and Tj, are, however, required to fully describe the oper- 
ational impedance X,. A convenient test to identify T; consists of running the machine on armature 
open circuit with the field circuit provided with a circuit breaker and a field discharge contact with a 
field discharge resistance (or free-wheeling diode) in series. The field circuit is short-circuited by opening 
the field circuit breaker (Figure 8.28a). 

The field current and stator voltage are acquired and represented in a semilogarithmic scale (Figure 8.28b). 

The transient open-circuit time constant T’, in Figure 8.28b accounts also for the presence of addi- 
tional discharge resistance Rj. Consequently, the actual T;, is as follows: 


(8.105) 
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FIGURE 8.28 Field-circuit short-circuit tests with open armature: (a) the test arrangement and (b) the armature 
voltage E vs. time. 
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FIGURE 8.29 Difference between recovery voltage and steady-state voltage vs. time. 


When a free-wheeling diode is used, Rp may be negligible. 

The subtransient open-circuit time constant T7 may be obtained after a sudden short-circuit test 
when the stator armature circuit is suddenly opened and the recovery armature differential voltage is 
recorded (Figure 8.29). The value of T%) is obtained after subtracting the line C (Figure 8.29) from the 
differential voltage AE (recovery RMS voltage minus RMS steady-state voltage) to obtain curve D, 
approximated to a straight line. Notice that the three-phase short-circuit tests with variants provided 
only transient and subtransient parameters in axis d. 


8.7.3 Short-Circuit Armature Time Constant T, 


The stator time constant T, occurs in the DC component of the three-phase short-circuit current: 


E 
I,.(t)=—e (8.106) 


© 2006 by Taylor & Francis Group, LLC 


8-40 Synchronous Generators 


A 


(In Tg¢) (In Tac)resolved 


{—> t + {> 
0.1 02 03 04 05 06 01 02 03 04 


Time in seconds Time in seconds 
FIGURE 8.30 Direct current components of short-circuit currents. 


It may be determined by separating the DC components from the short-circuit currents of phases a, b, 
and c (Figure 8.30). 

As can be seen from Figure 8.30, the DC components of short-circuit currents do not vary in time in 
exactly the same way. A resolved I), is calculated, from selected values at the same time, as follows [1]: 


(la ae -( [(a? +b? — ab) +a +c? —ac +Vb +c? -cb We (8.107) 


where a, b, and c are the instantaneous values of [,, I,, and I, for a given value of time with a> b> c. 
Then, from the semilogarithmic graph of (I,.) resolved vs. time, T, is found as the slope of the straight line. 
Note that the above graphical procedure to identify Xj, Xj, T7, Tj, T,, through balanced short-circuit 
tests may be computerized to speed up the time to extract these parameters from test data that are 
currently computer acquired [1]. 
Various regression methods were also introduced to fit the test data to the SG model. 


8.7.4 Transient and Subtransient Parameters from d and q Axes Flux Decay 
Test at Standstill 


The standstill flux decay tests in axes d and q provide the variation of i,(t) and i,,(t) and, respectively, 
i,(t) (Figure 8.31). This test was traditionally used to determine — by integration — the initial flux and, 
thus, the synchronous reactances and the turn ratio a. However, the flux decay transient current responses 
contain all the transient and subtransient parameters. Quite a few methods to process this information 
and produce Xj’, Xj, X/’, T,’, Tj, T; have been proposed. Among them, we mention here the decom- 
position of recorded current in exponential components [10]: 


lag(t)= She (8.108) 


For the separation of the exponential constants J; and T;, a dedicated program based on nonlinear 
least square analysis may be used. Also, the maximum likelihood (ML) estimation was applied [11] 
successfully to process the flux decay data — i,(t), i,t) — with two rotor circuits in axes d and q. To 
initialize the process, the graphical techniques described in previous paragraphs [12] were also applied 
for the scope. 
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FIGURE 8.31 Flux decay transients at standstill. 
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FIGURE 8.32 Line-to-line alternating current standstill tests: (a) axis d and (b) axis q. 


If the tests are performed for low initial currents, there is no magnetic saturation. On the contrary, 
for large (rated) values of initial currents, saturation is present. 

It may be argued that during the transients in the machine at speed and on load, the frequency content 
of various rotor currents differs from the case of standstill flux decay transients. In other words, were 
the transients and the subtransient parameters determined from flux decay tests applied safely? At least 
they may be safely used to evaluate balanced sudden short-circuit transients. 


8.8 Subtransient Reactances from Standstill Single-Frequency 
AC Tests 


The subtransient reactances Xj’ and X,’ are associated with fast transients or large frequency (Figure 
8.32a and Figure 8.32b). Consequently, at standstill when supplying the stator line from a single-phase 
AC (at rated frequency) source, the rotor circuits (field winding is short-circuited) experience that 
frequency. The rotor is placed in axis d by noticing the situation when the AC field current is maximum. 
For axis q, it is zero. 

The voltage, current, and power in the stator are measured, and thus, 


we E, 


dq — 21, (8.109) 
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R= 5 (8.110) 
Xiq = (Zi, y = (Rin) (8.111) 


The rated frequency fy is producing notable skin effects in the solid parts of the rotor or in the damper 
cage. As for the negative impedance Z,, the frequency in the rotor 2f,, it might be useful to do this test 
again at 2f, and determine again X7’ (2f,) and X;’ (2f,) and then use them to define the following: 


x me) (8.112) 
tes eee) (8.113) 


It should be noticed, however, that the values of X, and R, are not influenced by DC saturation level 
in the rotor that is present during SG on load operation. If solid parts are present in the rotor, the skin 
effect that influences X, and R, is notably marked, in turn, by the DC saturation level in the machine 
at load. 


8.9 Standstill Frequency Response Tests (SSFRs) 


Traditionally, short-circuit tests have been performed to check the SG capability to withstand the corre- 
sponding mechanical stresses on one hand, and to provide for subtransient and transient parameter 
determination to predict transient performance and assist in SG control design, on the other hand. From 
these tests, two rotor circuit models are identified: the subtransient and transient submodels — a damper 
plus field winding along the d axis and two damper circuits along the q axis. As already illustrated in 
previous paragraphs, sudden short-circuit tests do not generally produce the transient and subtransient 
parameters in axis q. 

For today’s power system dynamics studies, all parameters along axes d and q are required. 

Identification of the two rotor circuit models in axis d and separately in axis q may be performed by 
standstill flux decay tests as illustrated earlier in this chapter. 

It seems, however, that both sudden short-circuit tests and standstill flux decay tests do not completely 
reflect the spectrum of frequencies encountered by an SG under load transients when connected to a 
power system or in stand-alone mode. 

This is how standstill frequency tests have come into play. They are performed separately in axes d 
and q for current levels of 0.5% of rated current and for frequencies from 0.001 to 100 Hz and more. 

Not all actual transients in an SG span this wide frequency band; thus, the identified model from SSFR 
tests may be centered on the desired frequency zone. 

The frequency effects in solid iron-rotor SGs are very important, and thus, the second-order rotor 
circuit model may not suffice. A third order in both d and q axes proved to be better. 

As with all standstill tests, the centrifugal effect on the contact resistance of damper bars (or on 
conducting wedges) to slot walls are not considered, although they may notably influence the identified 
model. Comparisons between SSFR and on-load frequency response tests for turbogenerators have 
spotted such differences. The saturation level is very low in SSFR tests, while in real SG transients, the 
rotor core is strongly DC magnetized, and the additional (transient) frequency currents in the solid iron 
occur in such an iron core. The field penetration depth is increased by saturation, and the identified 
model parameters change. 
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Running SSFR tests in the presence of increasing DC premagnetization through the field current may 
solve the problem of saturation influences on the identified model. DC premagnetization is required 
only for frequencies above 1 Hz. Thus, the time to apply large DC currents is somewhat limited, so as 
to limit the temperature rise during such DC plus SSFR tests. Recently, the researchers in Reference [12] 
seemed to demonstrate such a claim. So far, however, the pure SSFR tests were investigated in more detail 
through a very rich literature and were finally standardized [1]. 

In what follows, the standardized version of SSFR is presented with short notes on the latest publica- 
tions about the subject [1, 13]. 


8.9.1 Background 


The basic small perturbation transfer function parameters, as developed in Chapter 5, are as follows: 
AY ;(s)= G(s) Ae q(s)—La(s) Ai, (s) (8.114) 


AY, (s)=—L, (s) Ai, (s) (8.115) 


where 
L,(s) = the direct axis operational inductance (the Laplace transform of d axis flux divided by i, 
with field-winding short-circuited Ae; = 0) 
L,(s) = the quadrature axis operational inductance 
G(s) = the armature to field transfer function (Laplace transform of the ratio of d axis flux linkage 
variation to field voltage variation, when the armature is open circuited) 


The “—” signs in Equation 8.114 and Equation 8.115 are common for generators in the United States. 
Also, 


Aisa(s) 


«(9-( Ain(s) ] (8.116) 
Ae jq=0 


Equation 8.116 defines the G(s) for the case when the field winding is short-circuited. 
One more transfer function is Z,/,(s): 


zale)=| Sal) (8.117) 
Aigg=0 


Aiy (s) 


This represents the Laplace transform of the field voltage to d axis current variations when the field 
winding is open. Originally, the second-order rotor circuit model (Figure 8.33; Chapter 5) was used to 
fit the SSFR. 

The presence of the leakage coupling inductance L,q introduced in Reference [14] to better represent 
the field-winding transients was found positive in cylindrical solid-iron rotors and negative in salient- 
pole SGs. 

In general, the stator leakage inductance L, is considered known. 

For high-power cylindrical solid-rotor SGs, third-order models were introduced (Figure 8.34). There 
is still a strong debate over whether one or two leakage inductances are required to fully represent such 
a machine, where the skin effect in the solid iron (and in the possible copper damper strips placed below 
the rotor field-winding slot wedges) is notable. Eventually, they lead to rather complex frequency 
responses (Figure 8.34 and Figure 8.35) [15]. 
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FIGURE 8.34 Third-order model of a synchronous generator. 
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FIGURE 8.35 Third-order model (axis d) with two rotor leakage mutual inductances Lj and Lyg. 
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With the leakage inductance L, given, it is argued whether both L,,.z and Lp, are necessary to fully 
represent the actual phenomena in the machine. Though linear circuit theory allows for a few equivalent 
circuits for the same frequency response over some given frequency bands, it seems natural to follow the 
physical phenomena flux paths in the machine (Figure 8.35) [15]. 

Initially, SSFR methods made use of only stator inductances L,(@), L,( @) responses. It was soon realized 
that, simultaneously, the rotor response transfer function G(@) has to be taken into consideration so that 
the modeling of the transients in the field winding would be adequate. In addition, Z,,; (j@) is identified 
in some processes if the frequency range of interest is below 1 Hz. 

The magnitudes and the phases of L,(j@), L,G@), G(G@), and ZG) are measured at several frequen- 
cies. The smaller the frequencies, the larger the number of measurements per decade (up to 60) required 
for satisfactory precision [16]. 

SSER tests are done at very low current levels (0.5% of base stator current) in order to avoid overheating, 
as, at least in the low frequency range, data acquisition for two to three periods requires long time intervals 
(f = 0.001 to 1000 Hz). 

Although magnetic saturation of the main flux path is avoided, the SSFR makes the stator and rotor- 
iron magnetization process evolve along low amplitude hysteresis cycles, where the incremental perme- 
ability acts ,= (100 to 150). Consequently, L,; and L,, identified from SSFR are not to be used as 
unsaturated values with the machine at load. The SSFR measurable parameters are as follows: 


Z,( jo) = Aca( je) (8.118) 
Aix ( jo) _ 
re 
Z,( jo) = esi) (8.119) 
q 
F Ae, ( jo) 
G( jo — (8.120) 
(i ) jodiga (jo) 1=0 
joG(jo)= Aia( io) (8.121) 
Ai, (jo) Ae jq=0 


Z,j@) and j@G(jw) may be found from the same test (in axis d) by additionally acquiring the field 
current i;4(j@). 
The measurable parameter Z,,) (j@) is as follows: 


. _ Aeg (jo) 
Z,j( j@) = a0) | (8.122) 
Sa 
or 
Zali soe (8.123) 
afo\ J = 5, (jo) tas : 
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FIGURE 8.36 Standstill frequency response (SSFR) testing setup stages and computation procedures. 
The mutual inductance L,, between the stator and field windings is 
2. Zao( JO 
Lag = 2 ing ZF) (8.124) 
3 no) 
o-0 
Alternatively, from Equation 8.121, 
Aig | j@ 
Ps = tim A) (8.125) 
j@- Aig ( jo) 
@->o Ae ya=0 
Here, R, is the field resistance plus the shunt and connecting leads. 
The typical testing arrangement and sequence are shown in Figure 8.36. 
The stator resistance R, is 
R= lim|Z, (jo)| (8.126) 


@-0 


Though rather straightforward, Equation 8.126 is prone to large errors unless a resolution of 1/1000 is 
not available at very low frequencies [1]. Fitting a straight line in the very low frequency range is 
recommended. 

If R, from Equation 8.126 differs markedly compared to the manufacturer’s data, it is better to use 
the latter value, because the estimation of time constants in L;(j@) would otherwise be compromised: 
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(8.127) 


Typical L,(j@) data are shown in Figure 8.37a, and data for jwG(j@) are shown in Figure 8.37b. 

The Z,(j@) function is computed as depicted in Figure 8.36. The factor V3 /2 in both j@G(j@) and 
Z (JM) expressions (Figure 8.36) is due to the fact that stator mmf is produced with only two phases, 
or because phase b is displaced 30° with respect to field axis. 

From quadrature tests, again, R, is calculated as in axis d, and finally, 


Z,(j@)-R, 


L, (jo) = jo 


(8.128) 


A typical L,(j@) dependence on frequency is shown in Figure 8.38. Moreover, the test results provide 
the value of the actual turns ratio N,(0): 
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where L,,(0) is 


L,;(0)= lim|L, (jo) (8.130) 
The base N,, turns ratio is as follows: 
3} Lap 2p,N; 
Ales ow |= kyik (8.131) 
a ) 2 T sabase ] N, tee 


where 
P, = the pole pairs 
N, = the turns per field-winding coil 
Ky, = the total stator-winding factor 
Ky, = the total field form factor 
N, = turns per stator phase 


N,,(0) and N, base) should be very close to each other. The field resistance after reduction to armature 
winding R,zis as follows: 


lim (jo, 
Ra ne 2 ; (Q) (8.132) 


in| el) 2, (0) 


ool Ai, (jo) 


The directly measured field resistance rj;; may be reduced to armature winding to yield Ry: 


Rete TUR) ; (Q) OS 


Corrections for temperature may be added in Equation 8.133 if necessary. 
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FIGURE 8.38 Typical L,(j@) response. 
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The base field current may be calculated from Equation 8.131 if the N,{0) value is used: 


iy (base) => 1, (base): ; A (dc) (8.134) 


1 
N, (0) 
8.9.2. From SSFR Measurements to Time Constants 


In a third-order model, L,(j) or L,Go) are of the following form: 


(1+ joT,4 )(1+ jOTy¢ \(1+ jOTig ) 
1+ jOT go )(1+ JOT ge )(1+ JOTig | 


Lig (jo) = Taal) (8.135) 


The time constants to be determined through curve fitting, from SSFR tests, are not necessarily the 
same as those obtained from short-circuit tests (in axis d). Numerous methods of curve fitting were 
proposed [16, 18], some requiring the computation of gradients and some avoiding them, such as the 
pattern search described in Reference [1]. 

The direct maximum likelihood method combining field short-circuit open SSFR in axis d was shown 
to produce not only the time constants, but also the parameters of the multiple-order models. 

Rather straightforward analytical expressions to calculate the third-order model parameters from 
the estimated time constants were found for the case in which L,,,= 0 (see Figure 8.33) [19]. To shed 
more light on the phenomenology within the multiple-rotor circuit models, an intuitive method to 
identify the time constants from SSFR tests, based on phase-response extremes findings [20] is described 
in what follows. 


8.9.3 The SSER Phase Method 


It is widely accepted that second-order circuit models have a bandwidth of up to 5 Hz and can be easily 
identified from SSFR tests. But even in this case, some simplifications are required to enable us to identify 
the standard set of short-circuit and open-circuit constants. 

With third-order models, such simplifications are not indispensable. While curve-fitting techniques 
to match SSFR to the identified model are predominant today, they are not free from shortcomings, 
including the following: 


* Define from the start the order for the model 
* Initiate the curve fitting with initial estimates of time constants 
* Define a cost function and eventually calculate its gradients 


Alternatively, it may be possible to identify the time constants pairs T, < Ty), Ty < Ty, and T; < Tyo 
(Equation 8.136) from the operational inductances L,(j@), L,(j@), and j@G(j@), based on the property 
of lag circuits [20]: 


1, (jo)= 1 (1+ jot) (1+ j@T,) (1+ jor) noe 
“4 joT) (I+ JOT») (1+ JOT) 


The R-L branches in parallel that appear in the equivalent circuit of SGs, make pairs of zeros and 
poles when represented in the frequency domain. As each pair of zeros and poles forms a lag circuit (T, 
< Tyo; T < Ty, T; < T39), they may be separated one by one from the phase response. Denote T,/T,,= 0 < 1. 

The lag circuit main features are as follows: 
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+ It has a maximum phase lag @ at the center frequency of the pole zero pair F., where 


sin @ = —— 8.137 
” a+] 


+ The overall gain change due to the zero/pole pair is as follows: 
gain change =—20loga ; (dB) (8.138) 


and T, 


zero 


are as follows: 


ole 


* The two time constants T, 


Tote 7 
Teo = . gaat (8.139) 


The gain change is, in general, insufficient to be usable in the calculation of o, but Equation 8.137 
and Equation 8.139 are sufficient to calculate the zero and pole time constants. Identifying the maximum 
phase lag points @ (at frequency F,) is first operated by Equation 8.137. Then, T,,,, and T,,,, are easily 
determined from Equation 8.139. The number of maximum phase-lag points in the SSFR frequency 
corresponds to the order of the equivalent circuit. The process starts by finding the first T, and Tj, pair. 
Then, the pair is introduced in the experimentally found L,(jw) or L,(j@), and thus eliminated. The order 
of the circuit is reduced by one unit. 

The remainder of the phase will be used to find the second zero-pole pair, and so on, until the phase 
response left does not contain any maximum. 

The order of the equivalent circuit is not given initially but claimed at the end, in accordance with the 
actual SSFR-phase number of maximum phase-lag points. 

The whole process may be computer programmed easily and +/—1 dB gain errors are claimed to be 
characteristic of this method [20]. To further reduce the errors in determining the value of the maximum 
phase-lag angle @ and the frequency at which it occurs, F., sensitivity studies were performed. They 
showed that an error in F, produces a significant error in the time constants T,,;, and T,,,. & changes the 
time constants such that y varies notably at the same F, [20]. 

So, if F. is varied above and below the firstly identified value F.;, the L;(j@) error varies from positive 
to negative values. When this error changes sign, the correct value of F, has been reached (Figure 8.39a). 
For this “correct” value of F,, the initially calculated value of is changed up and down until the error 
changes sign. 

The change in sign of phase error (Figure 8.39b) corresponds to the correct value of a. With these 
correct values, the final values of two time constants are obtained. A reduction in errors to +0.5° and, 
respectively, to +0.1 dB are claimed by these refinements. 

The equivalent rotor circuit resistances may be calculated from the time constants just determined 
through an analytical solution using a linear transformation [19]. As expected, in such an analytical 
process, the stator leakage inductance L, plays an important role. There is a value of L, above which the 
rotor circuit leakage inductances become negative. Design values of L,; were shown to produce good 
results, however. 

A few remarks seem to be in order: 


+ The SSFR phase-lag maxima are used to detect the center frequencies of the zero-pole pairs in the 
multiple-circuit model of SG. 

+ The zero-pole pairs are calculated sequentially and then eliminated one by one from the phase 
response until no maximum phase-lag is apparent. The order of the circuit model appears at the 
end of the process. 
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FIGURE 8.39 Variation of errors (a) in amplitude and (b) in phase. 


* As the initial values of the time constants are determined from the phase response maxima, the 
process of optimizing their values as developed above leads to a unique representation of the 
equivalent circuit. 

* It may be argued that the leakage coupling rotor inductances Ly, Lj»q are not identified in the 
process. 

* The phase method may be at least used as a very good starting point for the curve-fitting methods 
to yield more physically representative equivalent circuit parameters of SGs. 


8.10 Online Identification of SG Parameters 


As today SGs tend to be stressed to the limit, even predictions of +5% additional stability margin will 
be valuable, as it allows for the delivery of about 5% more power safely. To make such predictions in a 
tightly designed SG and power system requires the identification of generator parameters from nondan- 
gerous online tests, such that a sudden variation of field voltage from one or a few active and reactive 
power levels [21]. 

This way, the dynamic parameter identification takes place in conditions closer to those encountered 
in even larger transients. During a specific on-load large transient, the parameters of the SG equivalent 
circuit may be considered constant, as identified through an estimation method [22], or variable with 
the level of magnetic saturation and temperature. Intuitively, it seems more acceptable to assume that 
magnetic saturation influences some (or all) of the inductances in the model, while the temperature 
influences the time constants. The frequency effects are considered traditionally by increasing the order 
of the rotor circuit model (especially for solid rotors). However, in a fast transient, the skin effect in the 
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FIGURE 8.40 The addition of a fictitious circuit section to account for stator skin effect during fast transients. 


Lig 3 


stator winding of a large SG may be considerable. Also, during the first milliseconds of such a transient, 
the laminated core of stator may enter the model with an additional circuit [23]. 

When estimating the SG equivalent circuit parameters from rather large online measurements, it may 
be possible to let the parameters (some of them) vary in time, though in reality, they vary due to the 
magnetic saturation level that changes in time during transients. 

The stator frequency effects may be considered either by adding one cage circuit to a model or by letting 
the stator resistance R, vary in time during the process [24]. In the postprocessing stage, the variable 
parameters may be expressed as a function of, say, field current, power angle, or stator current. Such 
functions may be used in other online transients. Alternatively, for stator skin effect considerations, an 
additional fictitious circuit may be connected in parallel with R, and L, (Figure 8.40), instead of considering 
that R, varies in time during transients. It may also be feasible to adopt a lower-order circuit model (say 
second order), perform a few representative online tests, and, from all the experimental data, determine 
the parameters. By making use of the values of these parameters through interpolation (artificial neural 
networks), for example, new transients may be explored safely [25]. Advanced estimation algorithms, such 
as using the concept of synthesized information factor (SIF) [24], artificial neural networks [25], constraint 
conjugate gradient methods [22], and maximum likelihood [26] have all been used for more or less 
successful validation on large machines under load, via transient responses in power angle, field current, 
and stator current [24]. The jury is still out, but, perhaps soon, an online measurement field strategy, with 
a pertinent parameter adaptive estimation scheme, will mature enough to enter the standards. 


8.11 Summary 


+ An almost complete set of testing methods for synchronous generators (SGs) is presented in IEEE 
standard 115-1995. The International Electrotechnical Commission (IEC) has a similar standard. 

+ The SG testing methods may be classified into standardized and research types. The standardized 
tests may be performed for acceptance, performance, or parameters. 

+ Acceptance testing refers to insulation resistance dielectric and partial discharge, resistance mea- 
surements, identifying short-circuited field turns, polarity of field poles, shaft currents and bearing 
insulation, phase-sequence telephone-influence factor (balanced, residual, line to neutral) stator 
terminal voltage waveform deviation and distortion factors, overspeed tests, line discharging 
(maximum absorbed kilovoltampere at zero-power factor with zero field current), acoustic noise. 
They were presented in similar detail in this chapter following, in general, IEEE standard 115-1996. 

+ Testing an SG for performance refers to saturation curves, segregated losses, power angle, and 
efficiency. 

+ The individual loss components are as follows: 

* Friction and windage loss 
* Core loss (on open circuit) 
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+ Strayload loss (on short-circuit) 
+ Stator winding loss 
+ Field winding loss 

+ To identify the magnetic saturation curves and then segregate the loss components and to finally 
calculate efficiency under load, four methods have gained wide acceptance: 
+ Separate driving method 
+ Electric input method 
+ Retardation method 
+ Heat transfer method 

+ The separate driving method is based on the concept of driving the SG at precisely controlled (or 
rated) speed by an external, low rating (<5% of SG rating) motor, or by the exciter (if it contains 
an electric machine on shaft) or by the prime mover. With the SG driven at rated speed, on open 
stator circuit, the field current, stator voltage, and the driving motor output are measured for 
increasing values of field current, until the stator terminal voltage reaches at least 125% of rated 
value. The open-circuit saturation curve is thus obtained. In addition, as the driving motor output 
is considered to be known, the field current may be made zero, and thus, the friction and windage 
losses are measured. From the open-circuit run, where friction and windage and core losses occur, 
the core loss for various values of terminal voltage is obtained. The same arrangement may be 
used to determine the short-circuit saturation curve and then the strayload losses for currents 
levels from 125 to 25% of rated current, if the winding resistance is known from previous 
measurements. With all loss components known, the efficiency vs. power output may be calculated. 

+ The electrical input method is similar to the separate driving method, but this time, the SG works 
as a synchronous motor without a mechanical load. 

* In retardation tests, the uncoupled SG is brought at 105 to 110% of rated speed and then left to 
decelerate in three different situations: 

+ Open-circuit stator, zero-field current, to measure friction and windage loss Phys a. 

+ Open-circuit stator, constant field current, to measure friction and windage loss + core loss: 
Ps, + Poores b. 

+ Short-circuit stator, constant field current, to measure friction and windage + stator winding 
+ strayload losses: Pay + Porrayioad t Pi ¢- 

The inertia may be obtained from run (a), with P,, already known, from the motion equation, by 

calculating the speed slowing rate around rated speed. Speed has to be recorded. Then, from runs 

(b) and (Cc), Poo aNd Prrrayioaa May be segregated. 

+ The other purpose of steady-state tests is to determine the steady-state parameters of SG and the 
field current under specified load. 

* The leakage reactance X, is approximated usually to the Potier reactance X, obtained from a rated 
current zero-power-factor tests at rated voltage. As X, > X, at rated voltage, the same test is 
performed at 110% rated voltage when X, approaches X;. 

- A procedure to estimate X, as the average between the zero sequence (homopolar) reactance X,(X, 
< X,) and the reactance without the rotor inside the stator bore X,,;,. is introduced. Alternatively, 

from X,,;,. the bore air volume reactance X,;, may be subtracted to obtain the leakage reactance. X,,, 

is proportional to the unsaturated uniform airgap reactance X43 Xqir~ Xadu * ZK MIT: X= Xin — Xi 

+ The excitation current at specified load — active and reactive power and voltage — is determined 
by the Potier diagram method. Magnetic saturation is considered the same in both axes. The power 
angle is needed for the scope and is computed by using the unsaturated values of quadrature axis 
reactance, as in Equation 8.29. 

+ From the simplified transient SG phasor diagram (Figure 8.14), the excitation current for stability 
studies is obtained. 

+ Voltage regulation — the difference between no-load voltage and terminal voltage for specified 
load and same field current — is calculated based on the computed field current at specified 
load. 
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* The power angle may be measured by encoders or other mechanical sensors. The power angle is 
the electrical angle between the terminal voltage and the field-produced emf. 

+ Temperature tests are required to verify the SG capability to deliver the rated or more power under 
conditions agreed upon by vendor and buyer. Four methods are described: 

* Conventional (direct) loading 

+ Synchronous feedback (back-to-back) loading 

* Zero-power-factor tests 

+ Open-circuit running plus short-circuit “loading” 

* While direct loading may be done by the manufacturer only for small- and medium-power SGs, 
the same test may be performed after commissioning, with the machine at the power grid for all 
power levels. 

+ Back-to-back loading implies the presence of two coupled identical SGs with their rotors displaced 
mechanically by 26,/p,. The stator circuits of the two machines are connected together. One 
machine acts as a motor, the other acts as a generator. If an external low rating motor is driving 
the MS + SG set, then the former covers the losses in the two machines 22P. Care must be exercised 
to make the losses fully equivalent with those occurring with the SG under specified load. 

+ The zero-power-factor load test implies that the SG works as a synchronous condensor (motoring 
at zero mechanical load). Again, loss equivalence with actual conditions has to be observed. 

+ The open-circuit stator test for the field current at specified load is run, and the temperature rise 
until thermal steady state, At,., is measured. Further on, the short-circuit test at rated current is 
run until new thermal steady state is obtained for a temperature rise of At,.. The SG total tem- 
perature is At,.+ At,. minus the temperature differential due to mechanical loss, which is duplicated 
during the tests. 

All the above tests imply efforts and have shortcomings, but the temperature rise for specified 

load is so important for SG life that it has to be measured, even if sophisticated FEM thermal- 

electromagnetic models of SGs are now available. 

Besides steady-state performance, behavior under transient conditions is also important to predict. 

To this end, the SG parameters for transients have to be identified. Power system stability studies 

rely on SG parameter knowledge. 

Per unit (P.U.) values are used in parameter definitions to facilitate more generality in results 

referring to SGs of various power levels. Only three base independent quantities are generally 

required: voltage, current, and frequency. 

* For the rotor, Rankin defined a new base field current igpase = Tjavase Xadue Yabase 8 the field current 
(reduced to the stator) that produces the rated voltage on the straight line of the no-load saturation 
curve. X,,, is the unsaturated d axis coupling reactance (in P.U.) between stator and rotor windings. 
Rankin’s reciprocal system produces equal stator-to-field and field-to-stator P.U. reactances. 

* The steady-state parameters X;, X, may be determined by a few carefully designed tests without 
loading the SG. Quadrature axis reactance X, is more difficult to segregate, but pure I, loading of 
the machine method provides for the X, values. 

* SGs may work with unbalanced load either when connected to the power system or in stand-alone 
mode. For steady state, by the method of symmetrical components, the value of Z,(X,) may be 
found from a steady-state line-to-line short-circuit. The elimination of the third harmonics from 
the measured voltage is crucial in obtaining acceptable precision with this testing method. 

+ The zero-sequence (homopolar) reactance X, is measured from a standstill AC test with all stator 
phases in series or in parallel. In general, X, < X,. A two line to neutral short-circuit test will also 
provide for X,. 

+ The short-circuit ratio (SCR) = 1/X j= Ipyz/Ipsy- Ips; is the field current from the three-phase short- 
circuit (at rated stator current). I,,,, is the field current at rated voltage and open circuit test. SCR 
today has typical values of 0.4 to 0.6 for high-power SGs. 

+ Due to magnetic saturation and its cross-coupling effect, all the methods to determine the steady- 
state parameters so far need special corrections to fit the results from direct on-load measurements. 
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Families of flux/current curves for axes d and q are required to be obtained from special operation 
mode tests, in order to have enough data to cope with on-load various situations. 

Standstill flux decay tests may provide the required flux/current families of curves. They imply 
short-circuiting the stator or field circuits and recording the currents. The tests are done in axis 
d or q or in a given rotor position. 

Integrating the resistive voltage drop in time, the initial (DC) flux linkage is obtained. Care must 
be exercised to avoid hysteresis-caused errors and to measure the resistance before each new test 
in order to eliminate temperature rise errors. 

To estimate the transient parameters — X7, Xj, T,’, T), XP Tr Xp sue mes bow sas — two 
main types of tests were standardized: 

+ Sudden three-phase short-circuit tests 

+ Standstill frequency response (SSFR) 

Three-phase sudden short-circuit is used to identify the above parameters of a second-order model 
of SG in axis d and axis q. The methods to extract the parameters, from stator phase currents and 
field current recording, are essentially either graphical with mechanization by computer programs 
[27] or of regression type. 

Third-order models are required, especially in SGs with solid rotors, due to skin effect strong 
dependence on frequency in solid bodies. 

Alternatively, there are proposals to determine the parameters for transients from the already 
mentioned standstill DC flux decay tests, by processing the time variation of currents or voltages 
during these tests. Though good results were reported, the method has not yet met worldwide 
acceptance due to insufficient documentation. 

Standstill frequency response tests use similar arrangements as those of the DC flux decay tests. 
The SG is fed with about 0.5% rated currents at frequencies from 0.001 to 100 Hz and more. The 
input voltage, stator current, field-current rms values, and phase-lags are measured. The tests take 
time, as at least two to three periods have to be recorded at all frequencies. 

In general, the amplitude of the operational parameters L,(j@), L,G@), G(G@), and Z,,,(j@) is used 
to extract the parameters of the third-order model along axes d and q: ‘La : da? Xing? ge > a 

Iiq Tago> Tago> Tago the stator resistance R,, field-winding resistance Ry» and the turns ratio 
between rotor and stator a. Numerous curve-fitting methods were introduced and improved 
steadily up to the present time. 

The presence of one or two leakage mutual rotor reactances in the third-order model, with the 
leakage stator reactance X; given a priori, is still a matter of debate. 

These reactances seem mandatory (at least one of them) to represent correctly, in the same time, 
the transient behavior of SGs seen from the stator circuit and from the field current side. 

The up to now less favored information from SSFR, the phase response vs. frequency, was recently 
put to work to identify the third model of SG [20]. The method is based on the observation that 
the phase response corresponds to zero/pole pairs in the model’s transfer function. By using the 
center frequency F, and the value of response phase, these maximum phase zero/pole pairs — 
time constants — are calculated rather simply. They are then corrected until only very low errors 
persist. After the first pair is identified, its circuits are eliminated from the response. The search 
for the phase maximum continues until no maximum persists. The model order comes at the end. 
Determining the resistances and reactances of the SG multiple circuit model, from transient 
reactances to time constants, may be done by regression methods. Analytical expressions were also 
found for the third-order models [19]. 

Some verifications of the validity of SSFR test results for various large on-load transients were 
made. Still, this operation seems to be insufficiently documented, especially for solid-rotor SGs. 

On-line SG model identification methods, based on same nondamaging transients on-load (such 
as up to 30% step field voltage change response at various load conditions), were introduced 
recently. Artificial neural networks and other learning methods may be used to extend the model 
thus obtained to new transients, based on a set of representative on-load tests. 


@ 
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+ While these complex online adaptive parameter identification methods go on, there are still hopes 
that simpler methods, such as standstill flux decay tests, standstill DC + SSFR tests, or load recovery 
tests, may be improved to the point that they become fully reliable for large on-load transients. 

+ Important developments are expected in SG testing in the near future, as theory, software, and 
hardware are continuously upgraded through worldwide efforts by industry and academia. These 
efforts are driven by ever-more demanding power quality standards. 
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Preface 


Electric energy is a key ingredient in a community at the civilization level. Natural (fossil) fuels, such as 
coal, natural gas, and nuclear fuel, are fired to produce heat in a combustor, and then the thermal energy 
is converted into mechanical energy in a turbine (prime mover). The turbine drives the electric generator 
to produce electric energy. Water potential and kinetic energy and wind energy are also converted to 
mechanical energy in a prime mover (turbine) that, in turn, drives an electric generator. All primary 
energy resources are limited, and they have thermal and chemical (pollutant) effects on the environment. 

So far, most electric energy is produced in rather constant-speed-regulated synchronous generators 
that deliver constant alternating current (AC) voltage and frequency energy into regional and national 
electric power systems that then transport it and distribute it to various consumers. In an effort to reduce 
environment effects, electric energy markets were recently made more open, and more flexible, distrib- 
uted electric power systems emerged. The introduction of distributed power systems is leading to 
increased diversity and the spread of a wider range of power/unit electric energy suppliers. Stability and 
quick and efficient delivery and control of electric power in such distributed systems require some degree 
of power electronics control to allow for lower speed for lower power in the electric generators in order 
to better tap the primary fuel energy potential and increase efficiency and stability. This is how variable- 
speed electric generators recently came into play, up to the 400 (300) megavolt ampere (MVA)/unit size, 
as pump-storage wound-rotor induction generators/motors, which have been at work since 1996 in 
Japan and since 2004 in Germany. 

The present handbook takes an in-depth approach to both constant and variable-speed generator 
systems that operate in stand-alone and at power grid capacities. From topologies, through steady-state 
modeling and performance characteristics to transient modeling, control, design, and testing, the most 
representative standard and recently proposed electric generator systems are treated in dedicated chapters. 

This handbook contains most parameter expressions and models required for full modeling, design, 
and control, with numerous case studies and results from the literature to enforce the assimilation of the 
art of electric generators by senior undergraduate students, graduate students, faculty, and, especially, by 
industrial engineers, who investigate, design, control, test, and exploit the latter for higher-energy con- 
version ratios and better control. This handbook represents a single-author unitary view of the multi- 
faceted world of electric generators, with standard and recent art included. The handbook consists of 
two volumes: Synchronous Generators and Variable Speed Generators. 

An outline of Synchronous Generators follows: 


* Chapter 1 introduces energy resources and the main electric energy conversion solutions and 
presents their merits and demerits in terms of efficiency and environmental touches. 

+ Chapter 2 displays a broad classification and the principles of various electric generator topolo- 
gies, with their power ratings and main applications. Constant-speed synchronous generators 
(SGs) and variable-speed wound rotor induction generators (WRIGs), cage rotor induction 
generators (CRIGs), claw pole rotor, induction, permanent magnet (PM)-assisted synchronous, 
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switched reluctance generators (SRGs) for vehicular and other applications, PM synchronous 
generators (PMSGs), transverse flux (TF) and flux reversal (FR) PMSGs, and, finally, linear 
motion PM alternators, are all included and are dedicated topics in one or more subsequent 
chapters in the book. 

* Chapter 3 covers the main prime movers for electric generators from topologies to basic perfor- 
mance equations and practical dynamic models and transfer functions. Steam, gas, hydraulic, and 
wind turbines and internal combustion (standard, Stirling, and diesel) engines are dealt with. 
Their transfer functions are used in subsequent chapters for speed control in corroboration with 
electric generator power flow control. 

* Chapter 4 through Chapter 8 deal with synchronous generator (SG) steady state, transients, 
control, design, and testing, with plenty of numerical examples and sample results presented so 
as to comprehensively cover these subjects. 


Variable Speed Generators is dedicated to electric machine and power system people and industries as 


follows: 


vi 


* Chapter 1 through Chapter 3 deal with the topic of wound rotor induction generators (WRIGs), 
with information about a bidirectional rotor connected AC-AC partial rating pulse-width mod- 
ulator (PWM) converter for variable speed operation in stand-alone and power grid modes. 
Steady-state (Chapter 1) transients and vector and direct power control (Chapter 2) and design 
and testing (Chapter 3) are treated in detail again, with plenty of application cases and digital 
simulation and test results to facilitate the in-depth assessment of WRIG systems now built from 
1 to 400 MVA per unit. 

* Chapter 4 and Chapter 5 address the topic of cage rotor induction generators (CRIGs) in self- 
excited mode in power grid and stand-alone applications, with small speed regulation by the prime 
mover (Chapter 4) or with a full rating PWM converter connected to the stator and wide variable 
speed (Chapter 5) with +100% active and reactive power control and constant (or controlled) 
output frequency and voltage, again at the power grid and in stand-alone operation. Chapter 1 
through Chapter 5 are targeted to wind, hydro, and, in general, to distributed renewable power 
system people and industries. 

+ Chapter 6 through Chapter 9 deal with the most representative electric generator systems recently 

proposed for integrated starter alternators (ISAs) on automobiles and aircraft, all at variable speed, 

with full power ratings electronics control. The standard (and recently improved) claw pole rotor 

alternator (Chapter 6), the induction (Chapter 7), and the PM-assisted synchronous (Chapter 8) 

and switched reluctance (Chapter 9) ISAs are investigated thoroughly. Again, numerous applica- 

tions and results are presented, from topologies, steady state, and transient performance to mod- 
eling to control design and testing for the very challenging speed range constant power 
requirements (up to 12 to 1) typical of ISAs. ISAs already reached the markets on a few mass- 
produced (since 2004) hybrid electric vehicles (HEVs) that feature notably higher gas mileage and 
emit less pollution for in-town driving. This part of the handbook (Chapter 6 through Chapter 

9) is addressed to automotive and aircraft people and industries. 

Chapter 10 deals extensively with radial and axial airgap, surface and interior PM rotor permanent 

magnet synchronous generators that work at variable speed and make use of full-rating power 

electronics control. This chapter includes basic topologies, thorough field and circuit modeling, 
losses, performance characteristics, dynamic models, bidirectional AC-AC PWM power electronics 
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control at the power grid and in stand-alone applications with constant DC output voltage at 
variable speed. Design and testing issues are included, and case studies are treated through numer- 
ical examples and transient performance illustrations. This chapter is directed to wind and hydrau- 
lic energy conversion, generator-set (stand-alone) interested people with power per unit up to 3 
to 5 MW (from 10 rpm to 15 krpm) and, respectively, 150 kW at 80 krpm (or more). 

Chapter 11 investigates, with numerous design case studies, two high-torque-density PM SGs 
(transverse flux [TFG]) and flux reversal [FRG]), introduced in the past two decades to take 
advantage of multipole stator coils that do not overlap. They are characterized by lower copper 
losses per Newton mater (Nm) and kilogram per Nm and should be applied to very low-speed 
(down to 10 rpm or so) wind or hydraulic turbine direct drives or to medium-speed automotive 
starter-alternators or wind and hydraulic turbine transmission drives. 

Chapter 12 investigates linear reciprocating and linear progressive motion alternators. Linear 
reciprocating PMSGs (driven by Stirling free piston engines) were introduced (up to 350 W) and 
used recently for NASA mission generators with 50,000 h or more fail-proof operation; they are 
also pursued aggressively as electric generators for series (full electric propulsion) vehicles for 
powers up to 50 kW or more; finally, they are being proposed for combined electric (1 kW or 
more) and thermal energy production in residencies, with gas as the only prime energy provider. 


The author wishes to thank the following: 


+ The illustrious people who have done research, wrote papers, books, and patents, and built and 
tested electric generators and their controls over the past decades for providing the author with 
“the air beneath his wings” 

* The author’s very able Ph.D. students for computer editing the book 

+ The highly professional, friendly, and patient editors at Taylor & Francis 


Ion Boldea 
IEEE Fellow 
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